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PREFACE. 



The following pages represent, except for some 
necessary minor changes, a course of lectures given in 
the College of Civil Engineering, Cornell University. 

The course is an elective one, intended for those 
students whose intention to enter the field of Sanitary 
Engineering calls for more special and detailed work 
than is required of all Civil Engineering students. 
Supplementing as it does the regular course in San- 
itary Engineering, it must preserve without duplica- 
tion a continuity in the two courses which is obtained 
through the direct supervision of the Dean of the 
College, Professor E. A. Fuertes, who also gives the 
general course. These conditions may serve to explain 
some recognized peculiarities and omissions in the 
subject-matter of the following pages, tolerated only 
on account of the general work already done by 
students here specially studying that in which they 
wish to excel. 

Another cause, leading to the omission of certain 
discussions which might properly be brought up under 
the title chosen, lies in the fact that the lectures here 
given represent but one third of the year's work, the 
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IV PREFACE. 

subjects of Sewage Disposal and Sewer Construction 
being taken up in the other two terms of the year. 

Thus, merely to serve the divisions of the college 
year, all questions of constructive design and field con- 
struction are remanded to another course of lectures 
not conveniently included here. 

It is believed that due acknowledgment has been 
made to the various books and periodicals and to the 
reports of the prominent engineers from which this 
monograph has been prepared, and it is hoped that the 
collection and unification of this scattered material 
may not only aid the students examining the question 
of Sewer Design for the first time, but may also be a 
convenient reference for older engineers who have 
hitherto been obliged to put together the data from 
many publications. 

Special acknowledgment is made to the published 
papers of Emil Kuichling, C.E., of Rochester, N. Y., 
for the chapters on Storm-water Discharge and Math- 
ematical Formulse ; to the report of Dexter Brackett, 
C.E., on the Future Water-supply of Boston, Mass. ; 
to the thesis of Elon H. Hooker on Suspension of 
Solids in Flowing Water ; to the Hering & Trautwine 
Translation of Kutter for the chapter on Kutter's For- 
mula, and for that on the Development of the other 
and earlier Hydraulic Equations; to Hering's Report 
to the National Board of Health for the chapter on 
Lateral Location ; and to Baumeister for the general 
arrangement of sewer systems. 
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SEWER DESIGN. 



CHAPTER I. 
GENERAL CONSIDERATIONS. 

In preparing the design and making the plans for a 
system of sewers for any given city, there are some 
preliminary questions to be settled before the location 
of the mains and the sizes of the pipes can be deter- 
mined. Perhaps the first of these questions is whether 
the system shall be designed to carry house-sewage 
alone, or rain-water from the streets, roofs, and yards 
as well. Arguments for the one arrangement nr the 
other have been carried on in the abstract for many 
years, chiefly from the sanitary standpoint, but the 
question is properly settled by the local conditions of 
the place under consideration. 

The combined system, as the system intended for 
rain-water and sewage is called, is the result of growth 
and development and so has the prestige that comes 
from age. Not very long ago, the function of sewers 
was to carry off the storm-water falling on the streets 
and to keep the yards and basements dry; while the 
privies, which were then generally used, were cleaned 
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2 SEWER DESIGN. 

and cared for without reference to the sewers. When 
water-closets came into use they were, after a time, — 
for it was at first forbidden by law, — allowed to dis- 
chai^c into the storm-sewers. In this way the chan- 
nels, which may have been in the beginning brooks, 
afterwards walled in and arched over as the city grew, 
came to be the receptacles for the house-refuse and 
water-closet wastes. Naturally, the channels thus 
developed were not of the best section or design for 
this their final use, and in England and in the older 
cities of this country, where examples of the process 
are yet to be seen, accumulations of filth and deposits 
of rubbish are the evidences of rough interiors, flat 
gradients, and shallow depths. 

Small sewers for house-sewage were used in the 
United States before 1880, and sanitary engineers 
now prominent in this country prepared plans for 
sewerage systems, using small pipes and keeping out 
practically all the storm-water. But it is due to Col. 
Geo. E. Waring that the old prejudices have been so 
entirely removed and the manifest advantages of small 
pipe-sewers so strongly emphasized. It was in 1880, 
in a public address, that he said that the conditions 
of drainage had been changed, and that engineers 
must recognize that the number of water-closets now 
used made the construction of sewers for their exclu- 
sive care a necessity. 

This use of small pipe-sewers with its acompanying 
details of construction was patented under the name 
" Waring's Separate System," and under this patent 
Col, Waring has been paid large royalties by some of 
the cities for which he has acted as consulting en- 
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GENERAL CONSIDERATIONS. 3 

gineer.* The principal features of the " Waring 
System" as described under U. S. patents 236,740, 
and 278,339 are: first, absolute exclusion of the rain- 
water; second, ventilation of street-sewers through 
house-pipes not trapped against the sewer; third, 
automatic flush-tanks at the head of every lateral : and 
fourth, soil-drainage by pipes laid in the sewer- 
trenches. 

Waring's prejudice against combined sewers was 
very strong, as indicated by the following quotation 
from a public address delivered in 1880: " In closing 
permit me to formulate my opinion on this subject by 
saying that the present manner of disposing of storm- 
water in sewered towns by removing it from the sur- 
face where it is needed to the sewer where it creates 
a nuisance is a relic of barbarism, and that its con- 
tinuance indicates an overriding of reason by tradi- 
tion." This he later qualified by saying: " I think 
that the necessary sanitary requirements may be met 
by the combined system if due attention is given to 
the details, and if enough money is spent." He 
aroused much controversy among engineers, and the 
sanitary advantages of both methods were discussed 
at length. 

* In a letter to the author dated January 30, 1899, the executor 
of Col. Waring wrote as follows in reference to these patents . 

" The patents to which you refer (which arc the property of the 
Drainage Construction Companyof Boston) are slill in force. The 
patents have been disputed, and suits are now in progress, with 
a view to establishing their validity. Pending decision, the 
owners are granting licenses upon a cash payment of half royal- 
ties — five cents per lineal foot of sewer — or an agreement to pay 
full royalties if the patents are sustained by the courts." 
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4 SEWER DESIGN. 

In the second annual report of the Massachusetts 
State Board of Health, 1881, page 25, is a paper by 
E, C. Clarke, then engineer in charge of the Boston 
sewers, giving briefly all the arguments in favor of the 
combined system ; and a paper by Benezette Williams, 
in the Journal of the Ass'n of Eng. Soc, vol, IV. 
page ^7$,* gives additional discussion from the same 
point of view. In his book on Sewerage, Col. Waring 
devotes a chapter to the question, discussing the 
papers here referred to, and, while disavowing himself 
a hard-and-fast advocate of the separate system, prac- 
tically says that storm-water sewers are incidental, 
and that for them only main outlets are in any case 
needed, while the sewers of his system are everywhere 
essential. 

The arguments for the combined system arc as 
follows: 

I. Sewage forms only an inconsiderable part of the 
noxious materials that constitute the wastes of a town; 
chemical analysis fails to detect any great difference 
between the sewage of a water-closet town and that 
of a town where earth privies and the pail system are 
used; that is, the waste water from sinks, baths, laun- 
dries, and the wash of paved streets contains enough 
organic matter to be nearly as foul, chemically, as the 
discharge of water-closets. This other material there- 
fore requires as careful treatment as the water-closet 
matter. 

To this it is answered that while this may be true 
so far as chemical examination goes, the real danger 

• See also Jour. Ass'd Eng. Soc. , vol. iji. pp. 37, 67, 158, 183. 
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In sewage comes from definite disease-germs which are 
only found in sewage proper, and therefore the latter 
is the dangerous material. It is further said that the 
sewers should not in any case be made to take the 
place of street-sweeping carts, and that if the streets 
are kept clean, as tliey should be, the wash-water 
from them will not be foul, and will require no special 
care. 

2. In the matter of keeping the sewers clean, the 
large sewer it is said has the advantage over the 
small, both in that it can accumulate a larger amount 
of sewage for flushing purposes, which from the 
greater hydraulic radius will have a greater velocity 
and scouring power for the same grade, and in that, 
while ordinary obstructions will be cared for by flush- 
ing, there will be times when excessive deposits will 
occur which must be removed by hand, and then a 
sewer large enough for a man to enter can be cleaned 
at a much less expense than the small pipe which 
must be opened from the surface or cleaned by rods 
worked from the manholes. 

To this it is answered that experience shows that 
flushing by automatic flush-tanks is sufficient to keep 
the smallest sewer constantly clean, and that stoppages 
in the pipes are of rare occurrence and easily removed. 
On the other hand, a large sewer, in which there is a 
variable flow, allows floating matter carried along in 
large volumes to be deposited later on the walls of the 
sewer, clinging in a slimy layer to the uneven brick 
surfaces; when the amount of sewage becomes less, 
this matter, in the warmth and darkness, generates 
noxious gases and fosters the development of bacteria. 
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These micro-organisms when dried may float off in the 
air to escape through the traps into houses or through 
manholes into the streets. 

3. On account of the larger air-space over the flow- 
ing liquid in the combined sewer, the gases of decom- 
position given off by the sewage are lai^ely diluted, 
and there is nothing to fear from them; whereas, with 
the small sewers, the degree of concentration is greater, 
and there is consequently more danger of forced traps 
and greater annoyance from ventilating manholes. 

The reply is that, owing to the greater amount of 
air to be moved, the ventilation is really less perfect 
in the large sewer, and that, from the slime which 
accumulates on the walls after flooding, there is more 
matter to decompose. The deposits which, it is 
admitted, occur in the mains of the combined system 
add considerably to the offensive gases during decom- 
position. 

4. The combined system is the more economical; 
for if the use of the sewer is restricted to house-sew- 
age, then there will be required for the rain-water 
another system of pipes of equal extent, and the cost 
of the two systems will be greater than that of one. 
This follows from the fact that the cost of engineering, 
superintendence, pumping, sheeting, etc., are practi- 
cally the same for a large sewer as for a small one, 
and that the cost of excavation does not increase in a 
direct ratio with the size of the pipe used; and further, 
since the flow of sewage is insignificant compared with 
that of the storm-water, a sewer large enough for the 
latter will serve for the former purpose without addi- 
tional expense. 
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GENERAL CONSIDERATIONS. / 

The answer to this is that the system for rain-water 
need never be co-extensive with that for house-sewage, 
since the street- gutters will serve for the former pur- 
pose so long as the flow in them does not become a 
nuisance; consequently the length of the large main 
may be reduced nearly one half. Further, that the 
rain-water drains when built seldom need be laid to 
the same depth or to the same outfall, as they may 
be discharged into any convenient watercourse at the 
nearest point. Also, if rain-water ilowing on the 
streets does accumulate in excessive amounts, the 
result is nothing more serious than a temporary incon- 
venience, and no damage is done, as might be the case 
were sewers to be gorged with an excess of rain, 

S. Finally, it is said that if the rain-water is kept 
out of the sewers, periodic flushing, which is of great 
value, will be lost, and in the case of the street serving 
as a storm-sewer there will be yards and alleys too 
low to be drained into it, whereas they could be 
drained into a storm-water sewer. 

To this answer is made that for the irregular flush- 
ing by rain the regular use of flush-tanks can be sub- 
stituted; and in case the sewage has to be pumped or 
treated, instead of being discharged directly into a 
river, the presence of the rain-water is not only un- . 
desirable but absolutely forbidden. 

To sum up the reasons for selecting, for a city, 
sewers to carry storm-water and sewage, or sewage 
only, the arguments just cited may be reduced as 
follows: It is improbable that any house-refuse that 
would go into a combined system would be kept out 
of a separate system, so that the only contribution to 

Gooylc 



8 SEWER DESIGN. 

the former not allowed in the latter is the rain-water 
from the roofs, yards, and streets and any large 
amount of manufacturing refuse which might be re- 
jected from a separate system on account of the targe 
proportion not requiring purification. If the streets 
are decently cleaned, there is no reason for expecting 
the rain to act as a scavenger, and it is better to dis- 
pose of the street- sweepings by means of sweeping- 
machines than to allow the rain to wash these accumu- 
lations into the sewer, to be cleaned out by hand or 
dischat^ed into a river or harbor, there to be dredged 
out. There is, therefore, no sanitary reason why 
rain-water should not be separately disposed of. 

As to the dangers from slime deposited on the walls 
of lai^e sewers the case is supposition ary, and the evil 
effects entirely unproved. Notwithstanding numerous 
examinations of sewer-air no pathogenic germs have 
ever been found — a negative argument, to be sure, 
but of some weight. Judged by chemical standards, 
the air in sewers is generally better than that in 
schools, halls, etc. General statistics of the health of 
sewer- laborers show no ill effects from their employ* 
ment. 

It is hard to see why it should not be possible to 
keep both systems clean, since the inverts of both may 
be made to the same radius, and so the velocity with 
the same grade kept equal. If the water for flushing 
has to be bought, the same quantity used in frequent 
flushes of small pipes will probably keep the sewer 
cleaner than single flushes, larger in amount but 
applied at such infrequent intervals to a lai^e sewer 
that the deposits become hard and fast between times. 

Cooylc 



GENERAL CONSIDERATIONS. 9 

However, modem practice seems to have the ten- 
dency to do away with flush-tanks and to keep the 
sewers clean by hand-flushing in such amounts and at 
such times and places as may be found necessary. 

The alleged advantage of having the sewer large 
enough to enter is nothing, since with proper grades 
and velocities the cost of removing the few stoppages 
that occur is much less than the interest on the money 
required to build the larger sewer. 

The question of ventilation is based on conditions 
which do not, or should not, occur. Both sewers are 
designed to carry all material to the outfall before 
decomposition has begun, so that, unless by some 
accident deposits take place, there is no decomposition 
in the sewer, and therefore no gases to be dispelled. 
Should deposits occur and gases arise, the ventilation 
through the manholes for the same sewage-flow should 
be as complete in the one case as in the other; any 
slime left on the sides of the large sewer after a rain 
would in decay be so diluted by the greater amount 
of air that the offence would probably not be any 
greater. The sewers which are cited to show the bad 
quality of the air contained are those of fifty years ago, 
when the laws governing the flow of sewage were not 
so carefully heeded, and when the street-washings 
were hurried into the sewer to form deposits. With 
equal care in the design there seems to be no reason 
why the small or the lai^e sewer should be the better 
ventilated. 

While it is true that two systems, one for sewage 
and one for stOrm-water, will cost about two fifths 
more than a single combined one, yet the assumption 
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lO SEWER DESIGN. 

that their lengths will be the same is not true. The 
need for storm-sewers and their necessary length to 
reach a watercourse are matters to be based on a study 
of the local conditions, but it is safe to say that in any 
city there are many blocks which would cany all the 
storm-water from the centre of the block to the cross 
street at the end without any nuisance or damage, and 
that therefore the construction of storm-water sewers 
in those blocks would be a municipal waste. In a 
printed discussion of some years ago,'* Mr. Robert 
Moore of St. Louis, stated that on the steep streets 
of Kansas City, Mo., the storm-water wash in the 
gutters becomes a serious matter after it has run 500 
to 600 feet, and that 1000 feet is the limit of endur- 
ance. Mr. Chanute, in replying, said that from actual 
experience in Kansas City he has yet to find the 
water at 1500 feet the unendurable nuisance men- 
tioned. From his own experience the author believes 
that in small cities water from 2000 feet of paved street 
does not unduly gorge the gutter or cause any annoy- 
ance. On the other hand, it is more than likely that 
in a lat^e part of the city there are streets where the 
two sewers would have to be carried at the same depth 
and in the same direction, and that therefore it would 
be economy to combine the two and build one sewer 
for the two purposes. In what streets this should be 
done, and how far it is economy to do it, must be 
determined by careful study and comparative compu- 
tations. It is as grave a fault to design a separate 
sewer for a street that needs a storm-water sewer dis- 

• Jour. Ass'n Eng. Soc., vol. m. p. 69. 
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chai^ng into the same outfall as to build a storm- 
water sewer where none is needed. 

It is often possible, in reconstruction or improve- 
ments, to use an old sewer for storm-water alone with 
entire success, building new sewers for the house- 
sewage. It is therefore necessary to know with 
accuracy the sizes and grades of all old sewers in order 
that if possible they may be incorporated into the 
design in hand. 

The desirability of the sewer acting as a ground- 
water drain has been strongly urged. Waring says 
that the primary object of sewerage is the removal 
of fouled waste water and of subsoil water. There- 
fore he makes a line of drain-tile laid in the sewer- 
trench an essential part of his system. The sanitary 
advantages of a dry subsoil are sufficiently evident and 
are not a question for discussion here. Whether the 
sewer-pipes shall serve for the purpose or not is of 
some interest. The disadvantages apparent are the 
uncertainty introduced in determining the proper size 
of the pipe-tines, since the amount of ground-water 
flow can only be determined when it is encountered, 
and then for that time only, the ground-water flow 
being quite as variable as any other stream flow. 
Again, since the height of ground-water seldom re- 
mains permanent, it is possible that openings left to 
admit ground-water may at times allow sewage to 
escape, thus polluting the soil and reducing the carry- 
ing power of the sewage. It seems better therefore 
either to provide a separate line of pipes for ground- 
water, discharging at near and convenient points, or 
else to arrange for the ground-water to enter without 
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the Opportunity for the sewage to escape. This may 
be done by providing special openings, as in a pipe 
with siphon attachment patented by S. E. Babcock 
of Little Falls, N. Y., and described in Engineering 
Record, vol, XXVII. page 361, or by a special pipe, laid 
where the amount of ground-water makes it necessary 
and discharged into the sewer at a convenient man- 
hole. It is the general practice to-day, however, to 
omit any such connection, and if drain-tile are laid, to 
carry them separately to one or more outfalls. 

The question of drainage of cellars and low yards 
through the storm-water sewers is a serious one best 
settled by expediency. Like exceptionally low base- 
ment fixtures, they require for their individual accom- 
modation a general lowering of the sewer-line or some 
special pipe or arrangement. The question resolves 
itself into one of the general versus the individual 
good: whether it is just to add to the general cost of 
the whole work for the peculiar benefit of one or two. 
When the whole section is low and relief can be given 
only by special means, then as citizens, the house- 
holders are entitled to it, but it is probable that the 
individual case is more fairly neglected. 

The combined system is not adapted to any case 
where the sewage has to be pumped, treated by 
chemicals, or disposed of on land ; the rain-water must 
be kept out of the sewers, and no ground-water or 
other unpolluted water allowed to enter. 
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CHAPTER n. 

PREPARATORY MAPS AND DATA. 

A PROPER treatment of the subject-matter of the 
last chapter, as well as of many other poinis to come 
up in the study of sewer design, will depend upon a 
thorough knowledge of the physical and topographical 
conditions affecting the work. It is therefore neces- 
sary to obtain certain information before a real con- 
sideration can be given to the design proper. The 
first requisite is a map on which to lay down the 
desired lines of sewers, locate the mains, and deter- 
mine the possible position of the outfall or outfalls. 
This may be an old city map, provided it covers the 
ground required and is reasonably accurate, more in- 
accuracy in the map being tolerated if the grades are 
all good and the location of the outfall practically 
determined within a short distance. On the other 
hand, if the ground is generally level and the location 
of the outfall undetermined, the need for accuracy in 
the preliminary study of grades is correspondingly 
increased. This map should be drawn on a scale of 
from 200 to 400 feet to an inch; and the area covered 
should be that of the existing town or city, of the 
region where the outfall may be located, and of all 
territory which may ultimately be drained into the 

13 
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system ; it should also include any high land which 
may furnish storm-water to drain into a system of 
storm-water sewers, should they be contemplated. It 
is often easiest to collect these data by taking an old 
map which covers, perhaps, only a part of the terri- 
tory desired and extending it where necessary by 
means of new surveys. The old map must alway be 
regarded with suspicion, however, and its accuracy 
questioned until proved. Since it will in no case be 
possible to scale horizontal distances from such a map 
with sufficient exactness for the statement of the 
lengths of pipe required for the proposal of the 
bidders, it is better to chain the lengths of all the 
streets, and for the preliminary study of grades use 
the true distances. These distances can be recorded 
at the street intersections, as stations starting from the 
centre of some street assumed as zero, and then the 
profiles which are made will require no correction, and 
the first statement of quantities made will be true 
until the pipe is laid in the ground. This map will 
show (see Plate I) the location of the lines of pipe, 
their sizes and grades, and the location and character 
of the outfall. The sizes and grades are generally 

marked by figures, thus; -^, — indicating a 12-inch 

pipe on a .6 per cent grade, or a grade of .6 feet in 
a hundred feet. It has been suggested that the size 
of the pipes might be expressed by the thickness of 
broken lines, making the width of the lines in inches 
equal the diameter of the pipe in feet, and the length 
of the dash five times the diameter of the pipe, the 
spaces between the dashes being the length of the 
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dash, all being drawn to the scale of the map. The 
advantage claimed is that on a map reduced by 
photography, or otherwise, the sizes can be read in 
this way when figures would be illegible. (Proc. 
Phila. Engrs., vol. XII. page 105.) 

It will be necessary to have another set of maps to 
show details of location not possible on the small-scale 
maps, — details which are not needed until actual con- 
struction begins. This work is therefore usually 
carried along with the construction. These latter 
maps (see Plate 11*), made on a scale of 40 to 60 feet 
to an inch, are plotted on separate sheets about 
20 X 30 inches, as nearly as the size of paper at hand 
makes convenient. The paper should be of parch- 
ment or a similar thin paper from which blue prints 
can be made; if this is not procurable, a medium weight 
of bond paper will serve the purpose. These lai^e- 
scale sheets are of great use to the field-party, who, 
when engaged in staking out the line on the ground, 
take from the office either blue-prints made from the 
parchment paper, or the bond maps or notes made 
from them. On these sheets, usually mapping two 
blocks, are plotted the street, curb, and gutter lines, 
trees, lamp>posts, hydrants, and catch-basins, the front 
and side lines of the houses and barns, the existing 
water- and gas-mains, and all old sewers. The profiles 
of the streets plotted ju.st below on the same sheet 
show the street surface, with lines of intersecting 
streets, depth of rock, and position of all pipes and 
drains. Cellar-bottoms which might govern the depth 

• Copied from Enginetring fftws, vol. xxxv. p. a. 
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of the sewer are plotted. These last are easily 
. obtained by reading the level-rod on the house-sill 
outside and then adding the inside measurements of 
the cellar height. 

The reasons for these requirements are self-evident. 
It is for the city's interest to have the sewer laid in 
another part of the street from the water or gas, first 
because thereby dangers of breakage during construc- 
tion are lessened, and second because future repairs to 
any of the lines will be more easily accomplished in 
separate trenches. If the sewer has to be laid in a 
trench along the middle of which a water-main must 
be slung up, the work on the sewer is done at an addi- 
tional cost to the contractor, who is likely to claim an 
" extra " for it, and with the chance of damage to 
both pipes. If the sewers are laid out regardless of 
the position of other pipe-lines, it still remains possible 
to move either line when they are found to lie in the 
same trench, but the cost of this re-trenching, once or 
twice repeated, more than covers the cost of a pre- 
liminary investigation. 

Information concerning the location of the water- 
and gas-pipes can often be obtained from the com- 
panies' offices, but it is rarely accurate and is often 
only to be had through the good will of a foreman 
who has grown old on the works. The position of 
gas-drips and water-gates should always be located in 
the field and plotted as a check. The profiles show- 
ing the depth of the cross-pipes are of value in deter- 
mining the depth of the sewer-pipes, and it is desirable 
to dig enough test-pits to make sure of critical points 
and of the main crossings. It rarely happens that the 
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system of sewer-pipes will lie above the other pipes, 
and it is necessary, therefore, that they be designed to 
come enough below to allow at least 6 inches of dirt 
beween the top of the sewer-pipe and the bottom of 
the water- or gas-pipe. It is awkward to find, just 
before joining in a lateral that is already laid, that the 
sewer-grade is of the same elevation as a 15-inch water- 
main, and that the sewer must go over or under and 
get back to the old grade within 50 feet. The old 
sewers and drains should be incorporated in the sur* 
vey and mapped with care, since they may be made a 
part of the new system. They should be thoroughly 
examined and their condition, grade, and position 
personally noted and recorded. It may be that a 
small house-sewer can be laid inside of an old storm- 
sewer, saving the cost of re-excavation. 

The data for these maps is generally only to be 
obtained by a survey, which in open and unimproved 
land may be made at the time of staking out, but 
under ordinary conditions should be done before, since 
the information is needed for the staking out. A 
convenient field-party for this survey is a transit man, 
two chainmen, and the chief of party, who acts as 
note-keeper. In one day such a party will, from 
actual experience, survey from 2000 to 6000 feet of 
street on both sides, taking plus distances of fence- 
lines and side lines of houses, (prolonging them by eye 
across the transit-line), measuring from the transit-line 
to curb- and street-lines, and pacing to the front lines 
of houses. The average distance run by such a party 
in the small city of Ithaca in the summer of 1895 was 
4.400 feet per day. This work was plotted by one 
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man in six days, making cost of the work, mapped and 
plotted, about $18.50 per day, or $22.25 per mile. 

Additional data as to the cost of surveys such as 
might be needed for work of this character are given 
as follows: 

At St. Louis, where the entire cost of a careful 
survey of the city was $16, goo, the different parts of 
the survey were divided up into triangulation, 11 per 
cent; precise levelling, 16 per cent; topography, 36 
per cent; and office work, 37 per cent. The average 
cost in toto is given as $724.50 per square mile, or 
$1.13 per acre.* 

In the Trans. Am. Soc. C, E., vol. XXX. page 61 1, 
are given a number of instances of the cost of topo- 
graphical surveys in different parts of the world, most 
of them, however, covering larger areas and using 
other methods than those required for the survey of 
towns. A letter is quoted from Mr. J. C, Olmstead 
to the effect that for the purposes of landscape archi- 
tecture the ordinary cost of suitable survey will range 
from $2.50 to $20 per acre, being generally about $5 
per acre. 

The following summary is taken from an articlef on 
the cost of survey of a 4000-acre tract near Chicago, 
and is as complete in all details as would be needed for 
any sewer-survey. The article gives an admirable 
description of the various elements entering the cost 
and their effect upon the accuracy and total cost of 
the survey. 

The depth of rock and the character of the soil 

•Jour. Ass'n Eng. Soc, vol. xn, p, I. 

f Trans. Asa'n Civ. Engrs. of Cornell University, iSgS, p. 68. 
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Total. 
Superintendeace t: 

Beach-marks 63.53 

Transit-lines for locating contours.. 850.98 

Levels for contours 594. 

Topography 139. 

True meridian 6 .go 

Soundings, etc 

Indexing notes 

Perpetuating survey 131, 



3446. 

Mapping 8 section maps 674 

" 1 general " 180 

Incidental llS. 



73 



Total 

Or 87 cents per acre. 



must be determined by borings or test-pits, the latter 
being preferable. Enough soundings should be taken 
to thoroughly explore the ground through which the 
sewer is to pass, since the location of the mains may 
depend on the character of the ground. It there are 
two possible locations for a deep main, one through 
rock and one through soil, the cheaper design will of 
course locate it in the soil as determined by the bor- 
ings, and even a longer line may be cheaper to build 
on account of the character of the trenching. Con- 
tracts are now rarely let at a lump sum for the system, 
but rather at unit prices for the different kinds of 
work, so that rock found in unexpected places has to 
be p^d for, and goes to make the work cost more than 
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the engineer's estimate. Where water and quicksand 
are encountered, there has as yet been found no just 
way of paying for the extra work involved, and it 
must be covered by the percentage added by the con- 
tractor to cover such contingencies. It may be noted 
here that a cheaper and fairer method would be to 
pay the contractor directly, and just in proportion to 
the amount of this extra work. In laying out the- 
best lines, the designing engineer should have the 
location of rock, quicksand, water- pockets, and soft 
clay in mind, to avoid them if possible, and get the 
maximum efficiency at the minimum cost. The 
proper attitude towards the contractor, also, is to give 
him all the information possible as to the nature of 
the work, in order to reduce the percentage added for 
unknown difficulties and to secure closer bids. 

The examination for rock is most easily made by 
driving a bar or pipe, i to i^ inches in diameter, to 
refusal, although the method is open to the objection 
that a large boulder may be mistaken for the solid 
rock. Such a rod, driven by mauls and twisted by a 
wrench as it goes down, will easily penetrate 30 to 40 
feet of soil or clay, and by the use of an open pipe a 
core may be brought up. A f-inch pipe will drive 
better (in 8-foot lengths the driving protected by a 
cap), but a 2-inch pipe will bring up the better core, 
If it is decided to thoroughly explore the ground, it 
is a simple and effective plan to rig up a small hand 
pile-driver, using a block of wood for the weight. 

Fig. I (from Engineering News, vol. XXIX. page 
242) shows a portable and economical pile-driver for 
such a purpose. The verticals are made of 2 X 4-inch 
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stuff, and the hammer of a section of an oak or other 
hard-wood tree which may be growing conveniently 
at hand. It may be run on wheels or slid on runners. 




To hold the uprights steady, snub-lines are provided. 
The hammer is worked by hand power, three or more 
men raising and lowering the weight. 




Fig. 2 illustrates a test boring-machine described in 
Engineering News, vol. XXI. page 423. The cost is 
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given as not more than $2S< ^nd it is said to bore 
through earth of any kind to a depth of 28 to 30 feet. 
The drill-rod should be square, and the flare of the 
chisel-point about -^ inch on each side. The iron 
cross-bar is made of bar iron, ij inches square and 
about 4 feet long, with an eye for the drill-rod forged 
in. The cross-bar is held to the drill-rod by a set- 
screw J inch diameter, and holes in the drill-rod allow 
the placing of a f-inch pin for the lifting-chain to 
bear against. 

Fig. 3 shows in detail another form of driver (£n- 
gineering News, vol. XXI. page 484), the construction 
and arrangement being sufficiently well shown in the 
drawing. 

With a common wood-auger li inches diameter, 
with extension-rods keyed on, and with levers 3 feet 
long, borings go to 100 feet deep can be very ex- 
peditiously made in common soil or clay. In addition, 
the auger will bring up samples of the material passed 
through in sufficient quantity to determine the nature 
of the soil. {Baker.) A post-hole auger in dry soils 
will reach depths of 10 to 12 feet and bring up the 
soil. A more satisfactory method in some respects is 
to follow the work of the engineers for the Rapid 
.Transit Commission in New York City in sounding 
for rock on Broadway, which was as follows: 

" Here two or three lengths of 2-inch pipe were 
driven first to serve as a casing. In order to drive 
this pipe a small portable pile-driver was used, the 
top of the pipe being covered with a protecting cap. 
The hammer, weighing 150 pounds, was directed 
between four light metal guides, and had a fall of 
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about 6 feet, the whole arrangement being supported 
on a cast-iron stand. The hammer was raised by hand- 
power. After the casing had been put down, the 
protecting cap was removed and a tee screwed on in 
its place, and down the pipe was inserted a ^inch 




wash-pipe with a chisel-point, in the corners of which 
were two small holes. Water was forced into this 
wash-pipe while two men worked the pipe down by 
hand. The water thus discharged, washing the sand 
away from the foot of the wash-pipe, flowed upward 
between the wash-pipe and the casing, carrying the 
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sand with it. This water and sand flowed out of the 
side opening on the tee at the top and was caught in 
a bucket and sampled by the inspector in chaise." * 

These borings were made at an average rate of 
6 feet per hour, three laborers and an inspector being 
employed on each machine. The soil was sand and 
gravel, and about f of each boring was cased. 

Patton, in his treatise on Foundations, gives the 
following method as satisfactory: A 3-to 8-inch pipe 
of terra cotta or iron is pressed into the ground as far 
as possible; then a long narrow bucket with cutting- 
edge and a flap-valve a little distance above the 
cutting-edge, opening inwards, is lowered into the pipe 
and is alternately raised and dropped. The materia! 
is collected in the bucket, and at intervals the bucket 
is lifted entirely out and emptied. This is repeated; 
the pipe gradually sinks, a man standing on the top if 
necessary. Other sections of the pipe are added from 
time to time. It becomes necessary sometimes to 
pour water into the pipe to aid in the cutting and flow 
of the material into the bucket. The bucket should 
be connected by 3 rope passing over a sheave con- 
nected with a frame or shears above. Great depths 
can be reached by this method with reasonable rapidity 
and at no great cost. 

Levels should be run and frequent benches estab- 
lished and checked along all the streets. For the pre- 
liminary study on the large map the levels are best 
expressed as contours showing on flat ground differ- 
ences of one foot. The profiles on the separate sheets 

•Am, Soe. C. E,, vol. xxvin. p. 13. 
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will require a vertical scale different from the horizon- 
tal, depending on the grade of the street, and it is 
better to hold to one vertical scale through all, rather 
than change it for each sheet. Ten feet to the inch 
will generally serve, though 4 feet to the inch is not 
too large for flat country. Levels should be read at 
the bottom, and at the surfaces of all creeks or brooks 
crossed by the sewer. Such points may serve for 
outfalls or for flushing-gates, so that the high- and 
low-water elevations should be found if possible. 

These sheet-maps may be indexed on the lai^e 
map, numbering the sheets to correspond with num- 
bers on the map; or a separate index-map may be 
drawn on one of the sheets and bound up with the 
others, in sections if need be. 

It is interesting to note that the directions offered 
above, which have been developed from the general 
practice of this country, agree in scales, etc., with the 
instructions for similar work issued by the Local 
Government Board of England (see Rawlinson's Sug- 
gestions, 1878). 
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CHAPTER III. 

EXCESSIVE RAINS. 

If stonn-water drains are to be constructed. It 
becomes necessary to determine, as closely as possible, 
the aniount of storm-water likely to enter the sewer. 
Evidently it will be due to two influencing conditions : 
the actual amount of rain falling in a given time, and 
the proportion of that amount reaching and carried 
off by the sewer. Only recently has careful observa- 
tion been brought to bear on these points, and even 
now only an approximate estimate is possible, as the 
conditions are continually changing. 

In this country the first extended study of the sub- 
ject was made by Col. J. W. Adams in designing the 
early sewers for Brooklyn. He noted the fact, since 
emphasized by A. J. Henry in a special report of the 
Weather Bureau, that excessive rains, or those that 
do damage, are naturally divided into two broad 
classes: {a) rains of great intensity and short duration, 
and {d) rains of light intensity and long duration; and 
that of the two classes, the first are far more damag- 
ing and destructive. Col. Adams, after consulting 
all the meagre rainfall records available, chiefly those 
of 1849 to 1856, and noting that there were but 19 
days in which the rainfall in 4 hours was an inch or 
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over, and but i $ days in which the rainfall for the 
entire 24 hours was as much as 2 inches; that the 
heaviest storms reported were two of 2^ inches in 4 
hours, and that there was no reported occurrence of 
as much as i inch within the hour, concluded that if 
he made provision in his Brooklyn sewers to carry off 
a rainfall of I inch per hour {C Would be sufficient. 

The two reports on the sewerage of Providence, one 
by J. H. Shedd, published in 1874, and one by S. M. 
Gray, published in 1884, represent the next advance 
in the study of the question of rainfall, Mr. Shedd 
noted that of 185 storms recorded for the 26 years 
before i860 only 20 were at a rate of over 4 inch per 
hour, while 165 were of less, and that of 139 storms 
recorded in the 14 years, 1861-1875, 20 were over 
J inch, and iig were less, Mr. Gray pointed out 
that great care must be taken to determine the exact 
duration of the storm, and also of the heavy showers 
that may fall during a long rain, and that meteoro- 
logical records are to be used only with great caution. 
He explained that the records, as generally made, can 
seldom be depended on for the rates of fall, since as 
a rule they give only the total amount of rain falling 
at certain times, paying little heed to the exact time 
when the storms begin or end; that is, the records fail 
to distinguish between a fall of I inch within the hour, 
however short the actual duration of the storm, and 
another which continues at a constant rate for the 
whole hour. Mr. Gray, however, gave no precise 
data as to the proper amount to be considered in the 
case of the Providence sewers. 

With the demand for more knowledge, aroused in 
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great part by the v/ork of a itw ciigineers, came more 
data from different parts of the country to which the 
engineers of the Boston Water Board contributed 
lai^ely. It was soon found that the early records 
were not entirely trustworthy, that the location of the 
gage had not been well considered, and that the rate 
of fall could not be derived with any exactness from 
published records either public or private. 

In 1888 the U. S. Weather Bureau began report- 
ing excessive rains, i.e., rains of 2.50 inches or more 
in 24 hours and of i inch or more in i hour, but from 
the nature of the observations it is rarely known, in 
the case of rains of an inch or more in an hour, whether 
the rain was of an even intensity for the whole period, 
or whether most of it fell in a small fraction of the 
time. These records, with such value as they possess, 
are now available, as noted at the Weather Bureau 
stations through the United States (see Monthly 
Weather Review). 

By a study of these figures it is seen that rainfalls 
of the rate of an inch per hour, assumed by Col. 
Adams and Mr. Shedd to be rare, are by no means 
infrequent. It is now proved that such storms occur 
several times a year, instead of once in several years 
as was thought to be the case; also, that rains of a 
much heavier rate occur, lasting from ten to forty 
minutes. For example, in 1890 there were reported 
in New York State eleven storms contributing over 
an inch in an hour, and in Massachusetts six.* 

In the spring of 1889 five self- registering rain- 

* Weather Review for 189O. 
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gages were stationed throughout the country. This 
number has since been increased to twenty-six, and 
there are now published in the Monthly Weather 
Review tables of maximum rainfall in five-, ten-, and 
sixty-minute intervals, giving valuable data for all 
parts of the country. 

The special bulletin " D " of the Weather Bureau 
for 1897 deals largely with this question of excessive 
rains. This bulletin, .issued in direct response to the 
request of a number of civil and municipal engineers, 
gives the maximum intensities at Weather Bureau 
stations equipped with self-registering rain-gages. 
Its accompanying text is, in part, as follows: 

" Excessive rains of high intensity are not prevalent 
on the Western coast, although there the total annual 
rainfall is greater than in any other portion of the 
United States. In the Western States are found the 
most violent rains of this class, that is, the cloud- 
bursts of the mountainous and arid regions. The rain 
seems to pour down rather than to fall in drops. The 
amount of water falling has never been ascertained. 
In August, 1S90, a storm passed over Palmetto, Nev,, 
and contributed to a rain-gage, not exposed to the 
full intensity of the storm, 8.8 inches in an hour. In 
August, 1 89 1, two storms passed over Campo, Col., 
within a few moments of each other, and the gage, 
before being carried away by the storm, showed a fall 
of II. 5 inches during the hour. But these down- 
pours are found only between the Sierras and the foot- 
hills of the Rockies; while the common heavy rainfalls 
are found east of the 105th meridian, and principally 
during the summer months. They are most frequent 
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in connection with summer-afternoon thunder-storms, 
but occasionally occur in the track of the West Indian 
hurricanes. They are more abundant on the Gulf and 
South Atlantic coasts than at inland points." 

This report shows for Washington, D. C, 73 storms 
raining at the rate of i inch per hour or over in 15 
years before January i, 1897. For Savannah, 62 in 
8 years; for St. Louis, 36 in the same time. To show 
that the intensity becomes a maximum as the time of 
the storm becomes less, the following table is given: 

Table I. 
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Inehei. 


Due. 
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5.10 
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Sept. 3, 1882 
Sept. 16. iSSS 
JUDC 27. 1881 
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35 

30 
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June 10, ,876 






July 36, 1SS6 







Table II from the Bulletin, given below, shows, 
in another form, the same thing. It gives the maxi- 
mum intensity of rainfall for periods of five, ten, and 
sixty minutes at Weather Bureau stations equipped 
with self-registering gages, and is compiled from all 
available sources. 

The first extended and detailed study of the exces- 
sive storms for a single locality was made in iSSg by 
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Table II. 

MAXIMUM INTENSITY OF RAINFALL FOR PERIODS OP 5, lO, 

AND 60 MINUTES AT WEATHER BUREAU STATIONS 
EQUIPPED WITH SELF-REGISTERING GAGES, COMPILED 
FROM ALL AVAILABLE RECORDS. 
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St. Paul 
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Washington 

Jacksonville 
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Chicago 
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Norfolk 

Cleveland 

Atlanta 

Key West 

Philadelphia 

St. Louis 

Cincinnati 
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Emil Kuichling, C.E., who included in his elaborate 
report to the city of Rochester on the East Side 
Sewer a discussion of the probable rainfall, and the 
amount of storm-water to be expected. His work, 
based on the records of the Weather Bureau at 
Rochester, Oswego, and Buffalo, and on other records 
kept at Cornell University, Mt. Hope Reservoir, 
Hemlock Lake, and by two special employes of the 

< Google 
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city, emphasizes the fact, as just given, that the rate 
of rainfall varies with the unit of time chosen for the 
rain-measurement, and that for the greatest intensities 
a shorter period than an hour must be chosen for a 
unit. He also points out that the area covered by a 
storm is of limited extent, and that the heavier the rate 
of fall, the less the area affected. From his observa- 
tions, however, he finds that generally the clouds 
which furnish the rainfalls of large rate extend farther 
than any single drainage-area within ordinary munici- 
pal limits. 

The relation between the intensity of a rain and 
the duration of that intensity, shown by Table II 
above, was brought out by Kuichling very clearly, by 
means of which he finds a method of determining the 
duration of any rain of a given assumed intensity. A 
similar method is generally applicable. The exact 
relation is unreliable, as it varies in different localities, 
and, the data being uncertain, it is probable that for 
soipe time to come conclusions will be only approxi- 
mate. The method outlined is, however, the best 
available for gaining this first step in determining the 
amount of rain to be considered in the sewer design. 

The method may be reduced to the following: 
First collect all the rainfall statistics that are available 
for the city in question and for any other places that 
are in the same locality and under the same meteoro- 
logical conditions. Unfortunately such data are usually 
defective in accuracy and in the time covered, but no 
other method will ever give as good results as a study 
of past records. With all the available data at hand, 
compute the intensities of all rainfalls whose rate of 
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fall is greater than J inch per hour, regardless of 
the duration of the storm, and for every recorded 
storm, plot a point on cross-section paper with the 
intensity as ordinate and the duration of the storm as 
abscissa. A number of points, each corresponding to 
a storm, are thus obtained. The rainfalls of low in- 
tensities are, of course, most frequent, so that that 
part of the diagram will be well studded with points; 
but the isolated points representing the heavier rains 
will usually be sufficient in number to show that the 
shorter rains and heavier intensities correspond, and 
that there is some proportionate relation between the 
two. By joining the points by a series of broken lines, 
selecting those points which represent the greatest 
recognized intensities for that time, an irregular 
envelope is found, the ordinates of which give the 
probable maximum intensities for that locality for the 
corresponding period of time. This envelope is only 
located with Judgment, and it may be necessary to 
omit two or three uncommon and rarely severe storms. 
Several years ago Prof. A. N. Talbot of the Uni- 
versity of Illinois made use of the U, S. Weather 
Bureau records for the group of States considered, in 
making a study of the maximum intensity of storms, 
and published his results in the Technograph* The 
records of these stations range from i to 50 years 
and include those from 499 stations. After the 
storms were plotted as indicated above (sec Fig. 4), 
two enveloping curves were drawn, one giving what 
might be called the very rare rainfalls, and the other 

• Tlihnegraph, 1891-1892, pp. 103-117. 
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the ordinary maximum. The curves drawn were in 
both cases rectangular hyperbolas. After drawing the 
two curves their equations were determined to be 
360 
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Ddution of Stosm IK HouBS. 
Fig. 4. 
for the curve of rare occurrence, and 

(or the rains of frequent occurrence, where y is the 
rate of rainfall in inches per hour, and x is the duration 
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of the storm in minutes. The two curves give the 
following comparisons, which Prof. Talbot says are 
found to hold pretty generally throughout the country 
in spite of great differences in the total annual rainfall. 

lO minutes' duration, 9.0 or 4.2 inches rate 
20 " " 7.2 " 3.0 " " 

30 " " 6.0 " 2.3 " " 

45 " " 4.8 " 1.7 " 

60 " " 4.0 " 1.4 " " 

In checking his two curves it was noted that they 
were drawn so that the rainfall shown by the upper 
curve of maximum rain would be exceeded once in 
83, 107, 100, and 91 years for the North Atlantic, 
South Atlantic, Gulf, and North Central States, 
respectively; and that the other curve would be 
exceeded once in 3.6, 3.1, 3.8, and 3.7 years for the 
same group of States, respectively. 

In commenting on the individual city records, Prof. 
Talbot says: " In summarizing the data of 71 years 
of rainfall of self-recording gages shown on these 
diagrams, it may be noted that the curve of rare rain- 
fall has not been reached in a single instance, and that 
the curve of ordinary maximum rate of rainfall for 
periods of less than 40 minutes has not, with one 
exception, been exceeded in any marked degree. It 
is further probable that in each of these cities storms 
giving rates of rainfall for any length of storm up to 
40 minutes will reach the values given by the curve 

105 
y =3 — -p — - at least as frequently as two or three 

times in ten years. " 
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In St. Louis Prof, Nipher has used the same 
method to determine the probable intensity for a given 
duration, and has plotted the storms of that city in 
the manner indicated above. He also assumed an 
equilateral hyperbola as the enveloping curve, and 
determined its equation to be yx =: 360. This was 
made up from the rainfall records of St. Louis extend- 
ing over a period of 47 years. 

Kuichling plotted (see Fig. 5} the local data of 
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Rochester combined with that of two neighboring 
stations, and used two straight lines as the envelope 
of the points instead of the hyperbola used formerly.* 

• See Trans. Am. Soc. C. E., sol. xx. page i. 
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These two lines meet at a point of the diagram repre- 
senting a duration of one hour and an intensity of .87 
inches. The line to the left of the point of intersec- 
tion is quite steep, while that on the right is more 



Daratlun of Storm In Hoars. 
Fig. 6. 

nearly horizontal. The combination shows very clearly 
that the maximum intensity of the rainfall diminishes 
rapidly as the duration increases from a few minutes 
to an hour, and that for rains of uniform intensity last- 
ing more than one hour the rate of diminution is 
quite slow. By getting the equations of the two 
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enveloping lines, he has for storms of less than one 
hour_y =: 3.73 — o.osc6-r, and for those over one and 
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less than five hours the relation y = 0.99 — o.oo2;r. 
Repeating the work for Rochester alone, he gets 
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7 = 2. lo — 0.0205^. Kuichling distinctly states that 
no great accuracy can be claimed for this formula, nor 
can he recommend it for general use, despite its great 
value in the connection for which it was made. " It 
is," he says, " merely an attempt to utilize the avail- 
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able data as to the local rainfall in a rational manner, 
and to remove the subject of urban sewerage from the 
realm of vague conjecture." 

Figs, 7 and 8 show similar diagrams from the report 
of the Sewerage Commission of the City of Baltimore, 
1897. 
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Bulletin " D " of the Weat/ier Review shows three 
curves (see Fig. 6) constructed in this way; one for 
Washington, one for Savannah, and one from the 
combined records of Boston, Providence, New York, 
Philadelphia, and Washington. Ko algebraic expres- 
sion for the curves is given, but for comparison we 
may take x equals 20 and 40 minutes, and compare in 
the following table the values of y with the three 
formulse above given. 

Table III. 

TABLE SHOWING THE RELATION BETWEEN DURATIONS AND 
INTENSITIES OF STORMS ACCORDING TO THE SEVERAL 
FORMULA AND DIAGRAMS GIVEN, 





Intencilin in Inches per Hour. 


Foraura. 


» Minules' 
Duration. 




60 


18. 

1-7 
2.7 

7-a 

3.0 
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y '°5 
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3-0 
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New York. Boslon, elc, diagram. . 







The discrepancies in the above comparison where 
the rainfall for 20 minutes varies from i .7 to 18 inches, 
and for 40 minutes varies from 1.3 to 9 inches, are 
partly to be accounted for by the different localities 
of the rainfall records and partly by differing judg- 
ments in the location of the envelope curve. In one 

Digrr^ibyGoogle 



EXCESSIVE RAINS. 4I 

case it may include all storms, and in another it may 
leave 5ut very occasional ones where it is deemed 
unjustifiable to incur the cost of providing for such 
storms, considering the damage done by so rare a 
visitation. 

When the curve has been finally fixed on the dia- 
gram showing rates of fall varying directly with the 
duration of the storm, what rate is to be taken as that 
by which the sewers are to be designed ? Following 
Kuichling, the time by which the intensity is made 
determinate should be equal to that required for water, 
starting from the point on the line of the sewer farthest 
from the outfall to reach that outfall. It is plain 
that, considering the outlet-pipe, a maximum flow 
will occur when all the laterals are discharging their 
maximum at the same time. But as some laterals are 
near and some far away, it is possible for one set to 
have discharged its volume before the water from the 
more distant pipes has reached the outfall; so that a 
rain must continue at a definite rate for a definite time 
in order that the outfall discharge may represent the 
maximum discharge due to that rain-intensity. The 
time required must be that necessary for water to flow 
from the farthest laterals. This time with its corre- 
sponding intensity will give the greatest probable dis- 
charge at the outfall. A secondary maximum may 
occur as follows : If a part of the contributing territory 
should be steep and near the outfall, it may be that 
the higher rain-intensity corresponding to the shorter 
time for that section will give more storm-water at the 
outfall than the less intensity over the whole section. 
It can be worked out by trial in a few sections and the 
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rain conditions for the real maximutn determined. 
The time required for the passage of the water from 
the farthest point to the outfall is a matter of trial and 
judgment. Two feet per second may be taken as a 
minimum flow, and 15 feet per second as the maxi- 
mum, but between the two the rate of flow will depend 
on the surface grade and on the size of the pipe. 
Therefore the size and grade of the imaginary sewer 
must be assumed for a preliminary trial. From the 
surface grade and intensity thus established the sizes 
can be roughly worked out, and if very different from 
those assumed at first, the new intensity must be 
found and the sizes redetermined. It must be re- 
membered that not all of the rainfall is carried off by 
the sewers, and that only a certain proportion is to be 
considered, a subject taken up in the next chapter. 

For an example of the use of the diagrams described 
above, see Chapter XIV. 
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CHAPTER IV. 

PROPORTION REACHING THE SEWERS. 

The maximum intensity of the rainfall to be cared 
for by the sewer having been determined, either by 
carefully examining the tabulated records, or by mak- 
ing a diagram of the storms, as indicated in the last 
chapter, the other part of the problem, already stated, 
needs to be solved, viz., what proportion of the 
amount of rain fallen reaches and is carried off by the 
sewer, and at what rate of flow does the discharge take 
place } Evidently these are variable quantities, de- 
pending on many unknown conditions. The general 
slope of the surface, its geological character, its 
physical condition, whether paved or unpaved, the 
amount of roof and yard surface, compared with lawn 
and garden surface, the grade of the lateral sewers, 
and the temperature of the air as affecting evapora- 
tion, will all influence that proportion. Perhaps more 
than any other condition, the previous state of the 
atmosphere will alTect this amount. If there has been 
for some time before the excessive rain a steady drizzle, 
so that the ground has been well soaked and made 
partially impervious, the amount afterward absorbed 
by the soil is very small and the sewer receives a 
correspondingly larger amount of water. It is there- 

« 
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fore impossible to say, even with a surface of known 
slope or known physical conditions, that 50 or 70 or 
90 per cent of a rainfall will enter the sewer, because 
no account can be taken of the soil permeability. The 
only absolute conditions occur when there is no 
exposed surface, that is, when the district is entirely 
covered with roofs; then, of course, all the rain is 
discharged at once into the sewers. 

One method suggested for determining the rate of 
discharge is to compare the time required for dis- 
charge with that required for the rain to fall; but this 
relation, depending as it does on the conditions already 
mentioned, is uncertain, and therefore the method 
cannot be regarded as reliable. It has, however, been 
stated that, judging from the limited number of obser- 
vations accessible, in none of which was the time for 
discharge from the sewers as short as twice the dura- 
tion of the storm, but rather exceeding this three, 
four, and five times, it is always possible to divide the 
rate of rainfall by at least two to get the rate of dis- 
charge. But this must be the result of imperfect 
observations and inattention to details. Col. Adams 
reports using a series of gagings made in London by 
Mr. Wm. Hayward, Engineer to the Metropolitan 
Board of Works, London, and designing the Brooklyn 
sewers to carry off one half the rainfall, believing from 
his study of those gagings that his sewers would have 
twice as long to discharge the rain as it takes to fall. 
Therefore, having decided that a rainfall of one inch 
per hour was to be expected with sufficient frequency 
to make a provision for it desirable, he made the sewer 
of such size as to take care of half an inch per hour 
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over all the territory draining to that sewer. Other 
English experiments, which are given by Baldwin 
Latham, and on which most of the work done in this 
country has apparently been based, were made in 
London in 1857. Here the Savoy Street sewer, 
draining an entirely built-up part of London, dis- 
charged from a rainfall of one inch in one and a quarter 
hours 0.34 cubic foot per second, or 34 per cent of the 
rainfall. Later Sir Jos. Bazelgette, in the Savoy Street 
andRatcliff Street sewers, determined that from rain- 
falls of 2.9 inches in 36 and 25 hours there was dis- 
chai^ed an average amount equal to 64.5 and $2 per 
cent respectively. From these gagings and a few 
others the engineers of the London Main Drainage 
Works concluded that a rainfall of 0.25 inch would 
discharge 0.125 inch, while one of 0,40 inch might 
discharge 0.25 inch. In 1865 Col, Wm, Hayward 
published a gaging of another London sewer, showing 
that of a rain of 2.75 inches in 36 hours 53 per cent 
was discharged, and in 1858 of a rain of 0.24 inch the 
same sewer discharged 74 per cent; and in the same 
year the Irongate sewer, from a district entirely paved 
and built up, discharged 94 per cent of a rainfall of 
0.54 inch in 5 hours, and in August the same sewer 
discharged 78 per cent of a rain of O.48 inch in 1.67 
hours, Kuichling, in citing these records, notes the 
absence of details as to the character of the rain, 
manner of observation, location of gages; and sug- 
gests possible inaccuracies in the recorded percentages. 
He quotes another gaging by John Rae, C.E., en- 
gineer of the Holborn and Finsbury sewers, who states 
that during the continuance of a rain of one inch per 
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hour 41 to 54 per cent of the precipitation will reach 
the sewer, according to the amount of garden or lawn 
surface upon the drainage area. Kuichling adds: 

" Upon the foregoing indefinite data which may be 
found quoted more or less extensively in nearly every 
treatise on sewerage, and in most of the elaborate 
reports, engineers have hitherto been content to rely, 
and thus it has come to be in some measure traditional 
that about 50 per cent of the rainfall will run off from 
urban surfaces during the progress of the storm, while 
the remainder may follow at leisure," Until the 
recent (1889) work of Mr. Kuichling, this has been 
undoubtedly true, and in Providence, Brooklyn, St. 
Louis, and other cities the old sewers, often gorged and 
overflowing, have proved that the old assumptions in 
regard to rainfall are not accurate, but require modifi- 
cation. Of late a German formula has been much 
used, in which the coefficients may be modified for 
different kinds of surface, and the amount of run-off 
considered in the design has thereby been much in- 
creased. The discussion of this formula is reserved 
for the next chapter. 

Kuichling proved by his experiments at Rochester 
that these inconsistencies and failures were due to the 
unit period of time used both for the rainfall and for 
the gagings. He observed that the volume of water 
discharged at different stages at the mouth of an out- 
fall sewer increased and diminished directly with the 
intensity of the rain, and that a certain time was 
required in each case before a change in the rate of 
rain was manifested in the outlet. In preparing the 
design for the East Side Sewer an extensive series of 
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observations were carried out, containing valuable data 
and contributing largely to our knowledge of the 
subject. The four rain-gages, already alluded to, gave 
him as accurate a knowledge of the rainfall as was 
possible without automatic gages. Simple self-record- 
ing gages were placed in the principal outlet sewers 
of the East Side, and the cross-sections, dimensions, 
and slopes of those sewers were all carefully deter- 
mined. It was noted even without the gage-reading 
that slight variations in the rate of precipitation were 
quickly felt in the sewers, and the flood-heights there- 
fore were due to the maximum intensity of the rain, 
usually lasting but for a few moments, and not to the 
average intensity for the whole period of the storm. 
Moreover, the periods of maximum intensity of rain- 
fall corresponded closely with the period of maximum 
discharge, and in a rain of varying intensity the volume 
of sewer-dischai^e followed the rain in parallel 
waves. 

The drainage-areas were carefully determined, so 
that the actual volume of the rain falling was obtained, 
and the amount discharged was calculated by Kutter's 
formula from the height of flow in the sewer, as 
shown by the gage, and from the hydraulic slope of 
the sewage. During 1888, 17 storms were gaged, 
their intensities varying from 0.24 inch to 3.20 inches 
per hour in the different sewers. A summary of the 
results is given in the following table, for which 
Kuichling claims no great accuracy, since the amounts 
of the intermediate showers were not always well 
known, though the totals are reliable. They are well 
worth regarding, however, as being the only careful 
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Table IV.* 

SHOWING THE COMPUTED PtRCENTAGES OF THE HEAVIEST 
RAINFALL DISCHARGED FROM FIVE DIFFERENT CITY 
DISTRICTS BY THE RESPECTIVF, OUTLET SEWERS DURING 
THE PERIOD OF MAXIMUM FLOW, ALSO THE AVERAGE 
VALUES OF SUCH PERCENTAGES. 
Arranged with reference to duration of heaviest rainfall. 
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records of the relation of rainfall to sewer-discharge 
that are available. 

It can be seen on inspection that the discharge from 
District X is invariably the largest, accounted for by 
the fact that it has the largest proportion of roof-sur- 
face and other impervious ground-covering. The 
effect of a light rain immediately preceding is clearly 
seen, and the variation in the percentages discharged 
from the same district. From the most urban district 
the maximum discharge was 5S.2 per cent of the rain- 
fall, and from the most rural it was as low as 4.0 per 
cent. 

The following gives the general characteristics of 
the several drainage districts (Kuichling's Report, 
Table XIX). 

District I. About one half of this area has a dense 
population, averaging about 35 per acre, and is well 
developed, while the remainder is thinly settled, with 
much agricultural or vacant land. Nearly all of the 
existing streets are sewered or graded, but only a 
small proportion of the aggregate length is improved 
with macadam, the rest having earthen roadways. 
Soil-surface is generally clayey loam, interspersed with 
some gravel. Surface slightly undulating, the average 
slope of the sewered streets being about i : 150. 
Sewer-grades range from i : 47 to I : 910. Outlet 
sewer is of good rubble masonry with flat segmental 
invert of brick. Length of main and tributary sewers 
at Gage No. 2 is 10.35 miles. 

District IV. Area is generally well developed, 
beginning in the central portion of the city and ex- 
tending northerly to Gage No. 8, in the form of a 
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comparatively narrow strip about 4800 feet long by 
1200 feet wide on the average. All of the streets are 
sewered and graded, and about one third the aggregate 
length is improved with stone block, asphalt, macadam, 
and gravel pavement, the macadam, however, predom* 
inating; the remainder of the streets have common 
earthen roadways. Along the principal street (North 
Avenue) many large business blocks have been built, 
but the rest of the territory is occupied chiefly by 
residences. The population may be taken at about 
32 per acre. The houses are generally large, and lots 
of medium size. Below Gage No. 8 few of the 
streets are improved, and there is considerable vacant 
land. The soil is mainly a clayey loam, with muck in 
the lower portions. The surface slopes gently to the 
north as far as the N. Y. C. & H. R. R. R., and then 
becomes very flat. The average grade of the streets 
is about 1 : 130, and the sewer-grades range from 
I : 50 to I : 630. At the gages the outlet sewer is 
of good rubble masonry with flat and somewhat irreg- 
ular rocky bottom. Length of main and tributary 
sewers at Gage No. 8 is 4.37 miles. 

Districts IX and X. Discharge measured by Gages 
Nos. 18 and 19, in East Main and Alexander street 
sewers respectively. The former serves a small but 
densely populated area traversed by the principal 
street, while the latter serves a large and wetl-devel- 
oped residential district. In District IX the sewer- 
grades range from i : 54 to i : 400, and the average 
surface-slopes of the streets is about i : 151 ; and in 
District X the sewer-grades range from I : 70 to 
I : 330, the average surface-slope being i : 172. 
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From its general character this latter district should 
give the greatest percentage of ralnfall-dischai^e, as 
the amount of roof-surface is here proportionally the 
greatest. The length of main and tributary sewers at 
Gage No. 18 is 0.76 mile. 

District XVII. Discharge measured by Gages No. 
30 and 3 1 in the Griffith Street sewer. The tributary 
area is well sewered and developed, and the average 
density of population may be estimated at about 35 
per acre. Every street has an improved roadway, 
about one fifth of the total street-surface being asphalt, 
one fourth stone block, and the remainder macadam 
and gravel pavement. Numerous large business blocks 
and apartment -ho uses are found on the territory, but 
the greater portion of it is occupied by residences, 
standing generally on lots of medium size, although in 
about twenty-five acres of the area the lots are very 
deep and afford opportunity for additional streets. 
The surface-grades in about one half of the area are 
of good inclination, while in the remainder they are 
rather flat, the average being about i ; 240 for Gage 
No. 30 and i : 175 for Gage No. 31. Sewer-grades 
vary from i : 100 to i : 350, The soil is generally a 
clayey loam, and much of the rainfall is as yet absorbed 
into the ground. Length of main and tributary sewers 
at Gage No. 30 is 2.56 miles. 

In an article on flood-waves by Alvah Grover in the 
Trans. Am. Soc. C. E., vol. XXVIII, an apparatus is 
described for automatically measuring the height of 
waves in sewers.* The heights thus obtained, plotted 
on the same sheet and to the same scale as the depths 
of rainfall, give at a glance the relation between the 
• At Omaha. Neb. 
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two. The article in question is largely devoted to a 
description of the apparatus, but the relation between 
five storms and the resulting sewage-flow is given. 
The largest percentage found is as follows: 
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Duration by 
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Duration of 
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Reg. by Gage. 
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60.6 



Figure 28 shows the daily record of sewage-flow as 
recorded by the apparatus. 

It is interesting in this connection, although the 
percentages have no bearing on the present question, 
to compare the results of the gaging of the Sudbury 
River watershed, as given in the Geol. Report of 
N. J., vol. 11. page 46, with like data of many other 
streams (see Table V}. 

The tables following illustrate a relation between 
the rainfall and the discharge of a watershed of 78 
square miles, very similar to that at first thought to 
exist between the same quantities in the case of sewers, 
and show that while the annual average holds not far 
from 50 per cent, the monthly relation is much more 
variable. In the case of sewers, in order to reach the 
true relation between the rain and the discharge, the 
unit time must be reduced from the month not only 
to the day and hour, but to the five-minute or minute 
interval. 

Baumeister in considering this subject says: " In 
England from o to 70 per cent of the rainfall reaches 
the drains, averaging about 50 per cent. In different 
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distncts of London from 53 to 94 per cent has been 
registered. It required from three to four times the 
duration of the storm to carry off the water, and the 
maximum flow per second in the sewers rose as high 
as 2.4 times the average, obtained by dividing the total 
effluent due to the storm by the number of seconds of 
flowing. Hence it will be seen that the necessary 

capacity will be 0.5 X — ; — i of the rainfall per 
second. 
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In a table for European cities the percentage o[ 
the rainfall provided for varies from ^ of a rainfall of 
0.9 inch for suburban territory in Berlin to J of a 
rainfall of 2.9 inches in Koningsberg. 

After a careful study of his records Kuichling 
formulated the following conclusions: 

" 1. The percentage of rainfall discharged from any 
given drainage-area is nearly constant for rains of all 
considerable intensities and lasting equal periods of 
time. This can be attributed only to the fact that the 
amount of impervious surface on a definite drainage 
area is also practically constant during the time occu- 
pied by the experiments. 

"2. The said percentage varies directly with the 
degree of urban development of a district, or, in other 
words, with the amount of impervious surface thereon. 
This fact is clearly shown by the large percentage 
derived from the relatively most developed distrii:t, X, 
in contrast with the smaller percentages from the rela- 
tively less developed districts, IX, IV, and XVII, and 
the least improved district, I. 

" 3. The said percentage increases directly or uni- 
formly with the duration of the maximum intensity 
of the rainfall until a point is reached which is equal 
to the time recorded for the concentration of the 
drainage- waters from the entire tributary area at the 
point of observation; but if the rainfall continues at 
the same intensity for a longer period, the said percent- 
age will continue to increase for the additional period 
of time, but at a much smaller rate than previously. 
In other words, the proportion of impervious surface 
slowly increases with the duration of the rainfall. 
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"4. The said percentage becomes larger if a mod- 
erate rain has immediately preceded a heavy shower, 
thereby partially saturating the permeable territory 
and correspondingly increasing the impervious sur- 
face. 

" S- The sewer- discharge varies immediately in all 
appreciable fluctuations in the intensity of the rain- 
fall, and thus constitutes an exceedingly sensitive 
index of the rate and its variations of intensity. 

" 6. The diagrams also show that the time when the 
rate of increase in the said percentages of discharge 
changes abruptly from a high to a low figure, agrees 
closely with the computed lengths of time required 
for the concentration of the storm-waters from the 
whole tributary area; and hence the said percentages 
at such times may be taken as the proportion of im- 
pervious surface upon the respective areas." 

Reviewing, then, the probable percentage of rainfall 
delivered to the sewer, it is seen that the percentage 
is not constant, but varies from several causes, and 
that a formula to take into consideration all the in- 
fluencing factors would necessarily be complicated and 
require judgment in adapting the constants of such a 
formula to the district in question. Therefore it is 
more reasonable to study the district carefully, noting 
the amount of impervious surface, and from its charac- 
teristics determine the amount of run-of{ to be ex- 
pected. 
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CHAPTER V. 
RELATION OF DENSITY TO PERCENTAGE. 

While it is evident that more rain will be di» 
charged into a sewer from a closely built up territory 
than from an open and agricultural district, yet so far 
as the data of the last chapter go no light has been 
thrown on the proper variation of the percentage as 
determined by the relative amounts of pervious and 
impervious surface. Our knowledge on this subject is 
due to Mr. Kuichling. 

If it is assumed, as indeed seems reasonable, that 
the density of population bears a direct ratio to the 
percentage of impervious area in a given district, and 
if that ratio is once determined under general condi- 
tions, the determination for other places of their 
population-densities will serve, by means of the same 
ratio, to determine the percentage of impervious sur- 
face also, and so the percentage of the rainfall dis- 
charged through the sewers. The relation between 
the population and the impervious surface was found 
by a laborious compilation of the amount and charac- 
ter of street-surface, roofs, lawns, gardens, etc., and 
of the population, all in typical districts, and by a 
reduction of all the areas of semi-impervious nature 
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to the areas of impervious surface, equivalent in dis- 
charging power. It was assumed that the duration of 
the storms was such that even from impervious pave- 
ments not all the rain was discharged — an assumption 
only Justifiable in dealing with storms of great magni- 
tude, whose duration is expressed in minutes. For 
long rains even garden or lawn surfaces may reduce 
the losses "due to evaporation and surface inequalities, 
so that if the duration of the storm is sufficient, the 
surface becomes practically impervious; but in general 
such soils will absorb nearly all the rain falling. In 
some German practice it is customary to deduct such 
surfaces from the contributing area. 

The various kinds of relatively impervious surface 
found on urban territory were classified by Kuichiing 
as follows: 

1. The different varieties of roofs from which nearly 
all water runs off. 

2. The first-class sidewalks and pavements, such as 
asphalt, and cut-stone blocks or brick with asphalted 
joints. 

3. The second-class sidewalks and pavements, such 
as the common Medina blocks with large open joints, 

4. The third-class sidewalks and macadam or gravel 
pavements. 

5. Ordinary graded roadways and similar surfaces. 

From the best pavements and sidewalks a consider- 
ably less proportion of water is discharged than from 
roofs because of the irregularities of surface and be- 
cause of the absorption by the dust and dirt, even if 
the surface itself is practically non-absorbent. The 
other classes, of course, retain a still larger percentage, 
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owing to deeper depressions and ruts and to the 
greater absorptive power of the material itself. 

By an analysis of the conditions in cities like Buffalo, 
Syracuse, and Rochester it was found that in well- 
developed city districts there are on an average 32 
persons per acre.* With an assumption of 5.6 per- 
sons per dwelling, there should be therefore about six 
dwellings per acre in such territory. In the cities 
investigated it was further found that about 24 per 
cent of the entire area was occupied by public streets 
and alleys, of which 43 per cent, or one tenth of the 
entire surface, was provided with some kind of pave- 
ment varying in quality with the character of the dis- 
trict. In the growth of cities this proportion is likely 
to increase, it was observed, until all of the 24 per 
cent has some more or less impervious pavement. A 
certain roof-area was assumed for the six dwellings, 
and that for an assumed business block or tenement 
added, with something more for possible barns or sheds 
for each acre, the result being that 18 per cent of the 
acre would probably be roof-surface. To this was 
added, the impervious surface of the streets, which, 
with due allowance for the future, was taken as 16. 
per cent of the acre, making in all 34 per cent imper- 
vious, the rest being well compacted earthen surfaces 
of back yards and courts which are specially drained. 
These last were taken to be of such a character and 
amount as to discharge rain-water from an area equal 
to 25 per cent of the whole. For a density of 50 

• In Ithaca, N. Y., by actual count there arc a6.3 in the resi- 
dential district. 
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persons per acre it was assumed that there were no 
vacant lots, that both the dwellings and the business 
and apartment buildings were more crowded together, 
since the land is more valuable, and that therefore the 
roof-surface amounts to 28 per cent of the acre. The 
amount of street-surface will not differ materially from 
the amount previously estimated, but nine tenths of 
it, or 25 per cent of the whole, may be regarded as 
impervious. Since the yards are more likely to be 
paved, they may be considered to discharge an amount 
equal to 28 per cent of the whole. Similar analyses 
were made for other densities, and the final relations 
determined on are as follows: 

Table Vt. 
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If the population-densities increase beyond 50 per- 
sons per acre, the roof and impervious street-surface 
will also increase up to a maximum, while the hard- 
earth surface will increase up to a certain point and 
then rapidly decrease, being replaced by a larger value 
of the other two factors, the open-earth space being 
taken up entirely with paved yards. The amount of 
roof-surface and improved street-surface and paved 
yards seldom reaches 100 per cent, as there are always 
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a few open spaces, gardens, small parks, etc., so that 
for areas of any magnitude, even in the largest cities, 
the limit may be set at go per cent. The street-area 
cannot exceed 27 per cent of the entire area unless 
yards be included, when it may amount to 40 per cent ; 
and the roof-area will reach 60 per cent, as a maxi- 
mum, for cities like Rochester. 

But the paved streets are not absolutely Impervious, 
only relatively so, and the hard-earth yards, while 
allowing some rain to run off, also retain some, so that 
the percentages given above are only of the areas to 
be considered. It remains to determine what propor- 
tion runs off from the four classes. The loss of water 
by absorption and evaporation from roofs is generally 
so small in heavy rains that it may be neglected, so 
that the roof-surface may be taken as truly impervious. 
As to the percentages furnished from pavements and 
sidewalks the amount varies with the quality of the 
pavement; and while no record of exact experiments 
was available, it was estimated that from a well-paved 
stone or asphalt pavement 80 per cent of the rain ran 
off. From well-kept macadam or gravel roads from 
30 to 50 per cent of the rain was obtained, and, inter- 
polating for other pavements, for second-class side- 
walks and stone pavements the discharge would be 60 
per cent; for the best macadam, 50 per cent; and for 
inferior macadam and gravel roads not more than 40 
per cent would reach the sewers during a hard storm. 
The proportion to be expected from the hard-earth 
surfaces of streets and yards is evidently subject to 
great variation, but it was assumed that it would be 
20 per cent of the rain falling. 
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Correcting Table VI by these percentages of dis- 
charge, and assuming, as indicated by the Rochester 
studies, that the quantities of the different classes of 
pavement were divided as given, in proportion to the 
different densities, we obtain the following table: 

Table VII. 
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Then assuming that the hard earth yields 20 per 
cent of the rain, and reducing from Table VI, we get 
finally the amount of water discharged from a given 
rain in terms of the varying densities, as follows: 

Table VIII. 
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By plotting the final percentages as ordinates with 
the corresponding densities as abscissae, a curve may 
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be drawn which will express the relation between 
these two variables (see Fig. 9}. The equation of this 
curve may also be found if desired. In applying the 
relation to cases where greater densities of population 
occur than are given in the table, it must be remem- 
bered that the rate of increase of the reduced imper- 
vious surface diminishes until that surface reaches a 
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limit of So or 90 per cent, corresponding to a density 
of about 75 persons per acre. Beyond this density 
there can be no material increase of such surface, since 
then the whole available area becomes covered with 
pavements and buildings, and any additional popula- 
tion is accommodated by crowding more persons into 
the houses. It is also proper to remark that the figures 
given refer only to certain average urban conditions 
and are therefore subject to such modifications as 
may be appropriate under different conditions. For 
example, in a rapidly growing suburban village the 
amount of water delivered from the surface twenty 
years hence may be very different from what the 
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prfrsent indications would show. The measured 
amounts of water, in the case of Rochester, served to 
check the assumptions made, and have shown that they 
are very near the truth, so that there can be no doubt 
but that the method as given will furnish, except 
under very exceptional conditions of building or sur- 
face, results nearer the truth than can be obtained in 
any other way. 
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CHAPTER VI. 

MATHEMATICAL FORMULiE. 

We have seen how the amount of rainfall to be 
provided for in a sewer depends on the rate of rainfall 
and on the duration of the storm; that this amount 
is an uncertain quantity, and that its value is generally 
made to depend more on a long-established custom 
than on any experimental certainty. We have seen 
that the rate of rainfall may vary from the least damp- 
ness through rates of an inch per hour, which is the 
rate usually given in the text-books, up to 4, 5, or even 
6 inches per hour. We have further seen that the 
maximum rate is a function of the length of the storm, 
and that it is not possible to make a determination of 
a rain rate unless the length of the storm considered 
is also known. It has been pointed out that while 
high rates are usually only for short periods, they may 
nevertheless be more troublesome than s more mod- 
erate rain lasting a longer time and yielding a larger 
volume. We have seen that the period of time 
adopted as a unit is of importance for calculating the 
intensity of the storm, and that the size of the district 
from which the run-off is to be determined governs 
the choice of this period. The fact that the condition 
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of the ground, its slope, porosity, degree of saturation, 
all have an influence on the proportion of rainfall fur- 
nished to the sewers has also been pointed out. And 
the evident conclusion is that there is a wide latitude 
for Judgment, that it is not possible to make a design 
with the precision used in other engineering construc- 
tions, but that the size of the storm-sewer can only 
be properly designed by carefully considering the dis- 
trict to be served, and by basing the judgment, which 
must be used, on as thorough an acquaintance with 
the district as possible. 

In spite of all the uncertainty as to the data of the 
problem, various attempts have been made at differ- 
ent times to express in mathematical terms the rela- 
tion existing between the rainfall, the general slope 
of the surface, the drainage-area, and the storm-water 
discharge, but experience has proved them all more 
or less unsatisfactory. Could the coefficients of these 
formuts be well known by experiment, and then could 
they be used by the same investigator on similar terri- 
tory, doubtless the results would be sufficiently accu- 
rate; but the coefficients are made by one engineer 
and their values used by another, whose knowledge of 
the original conditions can be at best very limited. 
As to the density or character of the district, often 
nothing more is known than that the territory is 
" urban." 

The best-known formulae are those of Hawksley, 
Burkli-Ziegler, Adams, and McMath. The following 
analytical comparison is taken from a lecture by Emil 
Kuichling delivered before the Association of Civil 
Engineers of Cornell University in 1893, 
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Hawlcsley's formula was probably established somi 
time between the years 1853 and 1856, and was thi 
result of an endeavor to find the relation existinj 
between the diameter of a circular sewer and the othe: 
factors above named, on the assumptions of a rainfal 
of one inch per hour, one half reaching the sewer, witl 
the sewer-grade parallel to that of the street. Thii 
formula expressed analytically the relations brought 
out in a table prepared by John Roe, showing the 
measured discharges from a number of sewers in the 
city of London, during and after rain-storms of differ, 
ent intensities and under other different conditions. 
An intensity of one inch per hour was regarded as the 
maximum for which provision should be made, as 
rains yielding more than that arc exceedingly rare in 
London. Hawksley considered that this rate was 
general, and concluded, therefore, that a formula 
based on the measurements made would serve for any 
other sewer to be constructed in that vicinity — a fair 
conclusion, except that it omits any consideration of 
the character of the soil or of the relative amount of 
impervious surface. The formula was first published 
in this country in the report of James P. Kirkwood 
on the Water-works of Brooklyn. It was used by Sir 
Joseph Bazelgette and Mr. William Haywood in 
preparing the plans for the main drainage-works of 
London, and has been much used elsewhere both in 
this country and in England. 

In its original form it was 

log</= ; 
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or, divested of its logarithmic form, 

d" = ^W 6309574; 

where d^ diameter of sewer in inches; 
A ^ number of acres drained; 
iV= length in which the main falls one foot, 
which equals i/s, where s is sine of slope. 

If i/s be substituted for N, and D in feet for d in 
inches 



9813J ^s 

Since the rainfall is assumed to be one inch per 
hour, and since half of it is assumed to enter the 
sewers, these two factors arc really understood, so that 
if r = the rainfall in inches per hour reaching the 
sewers, which is equal to the actual rainfall multiplie«i 
by some constant, depending mainly on the characte! 
of the surface, the substitution of this gives 

D = o.OOOioigr — , 
with c ^ 1/3, and r = i ; but 

e = ^-=— , 

4 
and 

V = 100 VRs, 
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assuming the constant loo : R is the hydraulic radius 
and s is the slope; but H for a circular pipe flowing 
full = D/4. Therefore 

Q = —so V'^s = 39.2; V^s. 
4 

whence 

• zr = (-8-y.L, 



ig this value of 
iven above, 

1 1 . J = o.cxxnoio , 

\39.27/ s* ^ s ' 



Equating this value of D" with that from the 
formula given above, 



e=3 



which is a modified form of the Hawksley formula. 

Adams, on the ground that experience showed that, 
while this formula was sufficiently satisfactory for 
small districts, it gave sewers of inadequate dimensions 
in the case of larger areas, proposed a modification of 
the ordinary formula for flow in pipes in order to 
secure a satisfactory capacity for all sizes. 

Taking the formula as'deduced above, 



D.= (_g_Y.i = _^_, 
^39-27' ^ 1543.*' 
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he changed the exponent of D from 5 to 6 in order to 
get a larger value for the amount of run-off. 

Then substituting — for Q, on the assumption that 

J of a precipitation of r, = one inch per hour, will 
reach the sewer during this period of time, he has 

For any other value of r than unity, — would have 
to be substituted for Q, giving 



■°-V«l6G- 

low in the conduit 

V 1542.^* 



But for the 6ow in the conduit, as above, 



and equating the two values of D, 

BOrkU-Ziegler published in 1880 a paper on thedist 
charge of sewers,* and in it proposed a variation ol 
Hawksley's formula, to allow its use under other con- 
ditions than those of the London districts. In French 
units his formula was 

* lotroduced int< 
kls clsaaic report ti 
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where q = volume of storm-water (in liters) reaching 
the sewer per second from each hectare 
of surface drained; 
c = constant varying with the character of the 

surface ; 
r =■ average rainfall in hectares per second 

during the heaviest fall; 
.S ^ general fall of the surface per thousand; 
A = area drained in hectares. 
Biirkli-Ziegler recommended that for ordinary con- 
ditions c be made 0.60 for thickly populated urban 
districts and 0.25 for suburban ones, with an average 
value of o. 50, and that the maximum rainfall assumed 
be taken at 125 to 200 liters per hectare per second. 

One liter per hectare per second equals 0.0143 cubic 
foot per second, so that the rainfall corresponding to 
125 to 200 liters per hectare = 1.79 to 2.86 cubic feet 
per acre per second, or rainfalls of 1. 79 and 2.86 
inches per hour. 

Transforming the whole formula into English units, 
reading Q \\\ cubic feet per second per acre, r in 
inches per hour, A in acres, s for S, and making, by 
definition, s = .S/iooo, we have 



?.os. .0.43^2 



the values of c corresponding to .25 and .60 will be 
in English measure 1.76 and 4.23, and for the mean 
3.52, so that the formula in English, if Q ^ the total 
discharge, is 
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where c has the values just given, and r is taken at 
values of 1.79 to 2.86 inches per hour. 

In 1887 Robert E. McMath of St. Louis published 
in the Transactions of the Am. Soc. C. E.* a paper 
on the necessary size of sewers to discharge the runoff 
from the excessive rains of St, Louis, and deduced a 
formula which by actual experience was so framed as 
to answer every purpose for that city. It was derived 
by observing, during periods of excessive rains, the 
sewers which were overcharged, and plotting them as 
points on a diagram whose abscissae were the areas 
drained in acres, and whose ordinates were the calcu- 
lated capacities of the sewers, computed by Kutter's 
formula. By drawing a curve that should pass above 
these points of surcharge and below or among the 
other plotted points taken from sewers of known 
capacity, the constants and coefficients for the curve 
were used as those to represent the run-off to be 
expected. The equation of the curve taken was 

Q — 0.75 X 2.75 Vit^A-, 

Q being the quantity of water reaching the sewer in 
cubic feet per second, and A the area drained. In 
symbols it would be 

Q = c'.r.. VSA', 

where c' is the proportion of the rainfall reaching the 
sewers, after making the proper allowance for evap- 
oration, absorption, and retention. The value taken 
at St. Louis, probably for the built-up part of the city, 
was 0.75. The symbol r stands for the number o( 
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cubic feet of water falling on an acre per second, or 
practically the rainfall in inches per hour. It was 
assumed by Mr. McMath to be 2.75 inches per hour. 
s is taken as the mean surface-slope in feet per 
thousand, and in the diagram is made 15. The form 
of the BOrkli-Ziegler formula was taken, and if ^ be 
changed to s, whence .S equals looof, so that c = 
//looo, it will be comparable with the others. Mr. 
McMath adds that the improvement over the Barkli- 
Ziegler formula lies in the fact that the latter, based 
as it is on observations of small areas, is inapplicable 
to districts containing 1000 acres or more, while the 
St. Louis coefficients make the formula good to 10,000 
acres. 

In a report to the city of Baltimore by the Sewerage 
Commission (1897) is a report by Rudolph Hering 
and Samuel M. Gray, Consulting Engineers. The 
four formulae given above are discussed therein, to- 
gether with a fifth deduced from diagrams prepared 
for the Department of Public Works of New York in 
1889. This discussion is as follows (the formuliE are 
here repeated for convenience): 

Hawksley: Q= c . ^'Hj*; for r = i, cr = 3.95. 

Adams: Q = c .A*r*s^; f or r = i, cr = 1.03. 

BUrkli-Ziegler: Q = c. rA*^ ; 

for r= 2.75, cr ~ 11.61 for built-up areas; 

cr = 9. 59 for average city areas ; 
cr ~ 4.79 for rural areas. 
McMath: Q~cr.^A*: 

for r = 2,75, cr = 8.21 for built-up areas; 
^ = 3-39 for suburban areas. 
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N.Y. diagrams: Q = crA-'^s-'^ ; 

cr — lo.gg for completely built- 
up areas ; 
cr= 8.97 for well-built-up areas; 
(7- = 6.59 for suburban areas. 
Rainfall. — Assuming all the factors except the run- 
ofF and the rainfall to remain constant, the formuUr 
become : 

Hawksley : Q = const. X r". 

Adams : Q = const. X r\ 

Burkli-Ziegler: Q = const. X *'• 
McMath : Q = const. X r. 

N. Y. diagrams: Q = const. X f. 

Hering and Gray say: " There is hardly a question 
that, all other factors being equal, the run-off from 
such small areas as are considered for city drainage 
should vary directly with the rainfall in all cases of 
heavy storms, and also for short periods if absorp' 
tion and evaporation can be neglected. Therefore, as 
these assumptions can generally be made for city 
work, the three latter formulae, which have a direct 
variation with the rainfall, are preferred. 

Slope. — " When the maximum rate of fall does not 
cease before the run-off from the entire area has 
reached its lowest point, then for this area the run-off 
will be independent of the slope. But when the 
maximum rate ceases before this takes place, the slope 
will have a decided influence upon the amount of 
water accumulated. The greater the slope of the sur- 
face, that is, the steeper the territory, the more rapidly 
will the water run off and accumulate along the lowest 
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lines. It is not practicable at this time to state ho« 
large the area must be before the variation of the 
slope should be considered. It depends upon the 
maximum rate of rainfall, upon the steepness of the 
area, and upon other local conditions. Assuming that 
the run-off increases with the slope, what is the ratio 
between these two quantities ? If all factors except 
these two are assumed to be constant, then the rat'« 
in the different formulae is shown as follows: 

Hawksley: Q = const. X .r^. 

Adams : Q = const. X s^- 

BQrkli-Ziegler : Q = const. X s'K 

McMath: Q = const. X s-'". 

N. Y. diagrams: Q = const. X i"". 
"The exponent showing little variation indicates 
that there is but slight difference in the formulEe as to 
the weight attached to the slope, but that the N. Y. 
diagrams with the largest exponent give it the most 
importance. 

Area. — " The larger the area the greater is the 
total run-off. But the larger the area the smaller is 
the run-off per unit of area. This variation is impor- 
tant and demonstrates that a drain taking the water 
from a large area, say loo acres, does not require to 
have ten times the capacity of one taking the water 
from only lo acres. 

" If it is assumed that all the factors are constant 
excepting the run-off and drainage-area, then the 
above formuIjE give the following values : 

Hawksley: Q = const. X ^■". 

Adams : Q ~ const. X A*^. 
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Barkli-Ziegler: Q = const. X /I". 
McMath : Q = const. X A-\ 

N. Y. diagrams: Q = const. X A'K 
From this it is seen that the coefficients fail to show 
any great difference in the formulfe. 
All the formulse have the form 
Q = c. r'A'S'. 
- From what was said above, the only formulae giving 
any other exponent than unity to r are those of 
Hawksley and Adams, and it is as well to ignore such 
variation. Therefore the preferred formuize have the 
form 

Q = c.T.A'-S'. 

As they are practically derived independently of a 
knowledge of the exact maximum rainfall, we may 
substitute for c . r the one value C and write 
Q = CA'S'." 
In. the Barkli-Ziegler formula we may therefore 
write, for the greatest storms, values for c , r or for C, 
modifying the numerical values to correspond with 
the slope in feet per thousand: 

C= 11.61 for built-up areas; 
C= 9-59 for average city areas; 
C= 4-79 for rural or suburban areas. 
McMath's formula for St. Louis gives: 
C = 8.21 for built-up areas; 
C =■ 3.39 for rural and suburban areas. 
On the N. Y, diagrams the values are: 
C= 10.59 for built-up areas; 
C =■ 8 97 for average areas; 
C ^ 6.59 for rural areas. 
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As a further example of work done in this direction, 
Fig. 10 is given, taken from the report on the drain- 
age of the city of New Orleans, 1895. These curves 
are based upon the results of the surveys, gagings, 
and observations made by the city engineer's depart- 
ment under the advice of the advisory board during 
the years 1893 and 1894, and upon a comparison of 
these results with those of similar observations in 
other cities presenting like conditions. 

Fig. 1 1 shows an ingenious arrangement which con- 
verts the solution of the McMath formula into a 
mechanical process. The logarithms of the quantities 
involved are taken and plotted to form the runner and 
scale of a slide-rule. The device is the invention 
of Mr. A. S. Crane, late of the Department of Sewers, 
Brooklyn, N. Y., and has recently been largely used 
in determining the sizes of storm-water sewers for 
that city. 

Fig. 12 shows a diagram prepared by Mr. E. S. 
Dow and printed in the Journal of the Association of 
Engineering Societies, vol. X. page 353. It is based 
on the Burkli-Ziegler formula, using the coefficients 
given in Gray's Providence report, and assuming a 
rainfall of one inch per hour. The broken appearance 
of the curves is due to a frequent change of scale, both 
vertical and horizontal, in order to keep the diagram 
condensed. It offers a ready means of making ap- 
proximates, the constants of the formula being taken 
into account. 

By either of the two ways just outlined, viz., by 
estimating the probable future population of each dis- 
trict of the city, and, by Table VIII of Chapter V, 
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noting the percentage of rainfall that may be expected 
to run off, the rainfall having been determined by the 
diagrams explained in Chapter III; or else, more 
quickly but less intelligently, by using one of the 



lenflth of sewer for fall of one foot 
Fig. iz. 
formulx or diagrams of this chapter, the amount of 
storm-water to be cared for by the sewer can be found. 
In the report already alluded to, Mr. McMath shows 
that, according to the experience at St. Louis, the 
BQrkli-ZiegJer formula gives, except in the case of 
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small areas, insufficient amounts. Comparisons might 
be made in a similar way for all the formulae and dia- 
grams extant, but as each has been made to accord 
with some special data, a discrepancy only shows that 
the amount of run-ofT varies in different cities and 
localities. From the method of construction, the 
formula of Mr. McMath must give the best possible 
results for St. Louis, and similar formula might be 
built up for other cities having an equally long sewer 
experience. Excepting only the use of a formula 
made up in the manner of that for St. Louis, no 
method can give as intelligent and reliable results as 
that detailed in Chapter V. 

Before considering the relation between the amount 
of water finally determined on and the resulting size 
of the sewer, other sources of sewage are to be con- 
sidered. 
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CHAPTER VII. 
ESTIMATING FUTURE POPULATION. 

The amount of storm-water reaching a sewer, and 
the consequent size of the sewer, bear only an in- 
direct relation to the population on the area drained, 
but the number of people in a given district is a direct 
function of the amount of domestic sewage to be cared 
for. In order to determine, therefore, the amount of 
house-sewage which a system of sewers must carry, it 
is primarily essential to determine the population on 
the area to be sewered. 

The number of persons on a given area may be 
approximately determined at any time in several 
ways. The U. S. Census reports, published every 
ten years, furnish a basis for an estimate of the popu- 
lation for intermediate years, but as a sewer system 
has always to be designed for use during an indefinite 
number of years in the future, some method of pre- 
dicting the population for that future time must be 
devised. It is usual to base the prediction on two 
things. First, after noting the past growth of the city 
in question, it is assumed that it will continue to in- 
crease regularly according to the law of its past. Thus 
in Chicago, at the time of the first report of the Sani- 
tary Commission, the future population of the Sanitary 
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District was estimated in this way, as shown in Fig. 13. 
Curves were drawn for other large cities and used as a 
guide, but they proved of little value. Messrs. Her- 
ing and Gray used the same method in their Baltimore 
report as shown in Fig. 14. They had recourse to 
other sources of information besides the U. S. Census 
reports; the police estimates of population, made 
every year, and obtained by multiplying the voting 
population by a constant, were made the basis of the 
prediction quite as much as the more authenticated 
U. S. reports. 

The other method assumes that the city in question 
is like other cities of the same size as regards its rate 
of increase, and that it will follow, approximately at 
least, the same law. This method was followed in 
Appendix No. i to the report of the Chief Engineer 
on the Metropolitan Water-supply made to the State 
Board of Health of Massachusetts in 1S95, and is 
described as follows (see Fig. 15). First, ignoring 
the city limits and taking the metropolitan area within 
10 to IS miles radius from the centre of business, the 
U. S. Census for Boston was found to give 269,754 
population in 1850, gradually increasing to 844,814 in 
1890. Then, by using partial and incomplete censuses, 
such as assessed polls, names in directory, enumera- 
tion of school-children, and making a compilation of 
other statistics which indicate, to some extent, the 
growth of communities, such as the number of build- 
ings erected and the number of water services added, 
and comparing these quantities with the known popu- 
lation in census years, it was possible to obtain the 
population of the district for the years 1891-1894 with 
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much greater accuracy than could have been done by 
projecting ahead the previous rate of growth. In this 
way the probable population for 1894 was found to be 
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967,000. On the diagram given, which is taken from 
the report mentioned, are plotted population curves 
of Boston and five other cities, with five-year spaces 
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for abscissae and population for ordinates, and all the 
curves are so placed as to coincide at a point corre- 
sponding to a population of 967,000 on each, Phila- 
delphia and Chicago are of little value in showing the 
tendency of the curve, but London, Berlin, and New 
York show the rate of growth of those cities beyond 
the point where they had Boston's population, and by 
assuming that Boston's future growth would be in- 

-| soooo 




fluenced by no tremendous shock of pestilence, war, 
or business disaster its population line was drawn to 
follow approximately these other cities. 

The same method was followed in the smaller city 
of Brockton, as found in the Report of the Sewerage 
Commission of 1893 prepared by the engineer, Mr. 
H. F. Snow (see Fig. 16). Here all cities in the 
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United States reaching a population of 27,000 between 
1851 and 1870 were plotted, together with the past 
records of Brockton, whose population in 1890 was 
27,294. 

The growth of all these other cities being plotted 
(some extending for 40 years), and making due allow- 
ance for natural advantages possessed by some cities 
and not by Brockton, and giving due weight to the 
municipalities existing under the same conditions as 
nearly as could be, the probable future population of 
Brockton was obtained. 

Rafter and Baker in a discussion of this subject 
give some tables taken from Census Bulletin No. 52, 
showing the increase in population during the years 
1881-1890 for cities of 8000 to 50,000 inhabitants, 
and also for cities of over 50,000 inhabitants; and 
while the increase for the first series varies from 4 to 
267 per cent, and for the second from 7 to 360 per 
cent, they conclude as a rapid generalization, first, that 
in American towns having a population less than 
50,000 the present rate of increase may be taken at 
about 100 per cent in from 15 to 20 years; and second, 
that in the larger towns the increase will be about 50 
per cent in the same time. They further say that 
analyses of 400 towns given in the Census bulletin 
referred to above show that about 25 per cent have 
doubled in the decade 1880--1890, and that the towns 
showing this large increase are situated in all parts of 
the country, many of them in the older settled States 
where fixed conditions may be supposed to have been 
reached. In the case of towns of over 50,000, the 
number increasing from 50 to 100 per cent is smaller. 
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only 14 per cent of 56 towns given increasing more 
than 100 per cent. 

Mr. Kuichling extends this study farther, and sug> 
gests that the rate of increase is so well fixed to corre- 
spond with the size of town that the relation once 
established may in most cases be used to predict the 
future growth of any town of known size. He bases 
the relation which he believes to exist on a detailed 
study of the Census reports, where the rate of increase 
for towns of varying sizes seems to continually decrease 
as the size of the town increases; the average per cent 
of increase for towns of the same size agreeing very 
closely. The following table is taken from his report 
Table IX. 
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as compiled from the U. S, Census of 1880, and shows 
average rates of annual increase for cities of the 
United States. 
The table shows very plainly (see Fig. 17 for t1ie 
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graphical representation) a law of decrease in the 
annual rates as the size of the city increases, which 
law, as shown in the report, holds if cities of from 
160,000 to 900,000 be included in the comparison. 
As a check on the law and for comparison, the author 
has taken the Census report for 189O and computed 
the rates of increase in a similar manner for cities of 
between 20,000 and 100,000, with results as shown in 
Table X and in Fig. 18. In this latter comparison 
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the law seems to be lost, the increase in the annual 
rate depending apparently not so much on the size of 
the city as on other unknown factors. In both dia- 
grams, populations are plotted as abscissae, and the 
average annual rate of increase in per cent as ordinates. 
The broken irregular line shown is obtained by join- 
ing the points thus plotted, and if a continuous regular 
curve be drawn between the points, as nearly as may 
be, it will represent the probable general law of growth 
of American cities of the class under consideration, 
and will give the general percentages found in the sixth 
column of Kuichling*s table. No such curve was 
drawn for the growth in 1880-1890, as the points 
plotted were so irregular as to show rather the lack of 
any general law than the evidence of the law itself. 
Kuichling makes the diagram give a method of esti- 
mating a future population as follows: Take from the 
diagram or table the rate of increase corresponding to 
the present population, interpolating if necessary; add 
that increase to the present population; take the rate 
for that sum; find the increase corresponding; add 
the latter to the former sum, and continue this for as 
many years as desired. The method is rather tedious 
and gives only the general and probable law, with a 
result which must be modified by such conditions as 
the previous rate of growth, locality, facilities for 
manufacture, and trade would suggest. 

This law and the discussion must be used with great 
caution in the case of any particular city, the general 
law being often very wide from the truth. From 
Table X it is seen that cities of 20,000 inhabitants in- 
creased in population in 1880-1890 from 0.5 to 66 per 
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cent, while the general law would indicate about 11 
per cent. Should the city in question not be an 
average city, a large error would result from trying to 
apply this general law. 

No law or estimate can be found for new cities such 
as spring up in the western part of the United States. 
There may be cited as an example San Diego, which, 
in January 1S87, when the plans were made for its 
sewer system, had a population of 5000. In February 
1888 there was a population of 33,000, and by the 
Census of 1890 the town had a population of 16,129. 

To further illustrate the method of securing an idea 
of the future population, Fig, 19 is given from a 
thesis on the sewerage of Ithaca, by Mr. W. E. 
Truesdell, C.E., Cornell University, 1896. The city 
population of Ithaca was given by U. S. Census for 
1880 and 1890, and there was also available an un- 
official census in 1892 which did not, however, check 
with the other two. The following additional records 
were consulted and plotted on the same diagram as 
the Census Bgures: the maximum vote in city elections 
for every five years from 1855 to 1897; the yearly 
public-school registration from 1879 to 1897; the 
school population from 1871 to 1891. The rate of 
increase of the population of the city was taken as the 
mean of the rates of increase in votes, in school regis- 
tration, in school population, and in the Census re- 
ports, weighting the different records as the peculiar 
condition seemed to justify. In the figure, the long 
broken line shows the apparent increase as indicated 
by the local censuses, while the long heavy line shows 
the adopted tine, modified by the two government 
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censuses of 1880-1890, By Kuichling's method ths 
population in 1920 will be 113,000, while by Mr. 
Truesdell's it will be only 18,500. In the design of 
sewers for the place, Mr. Hering assumes the future 
population as 30,000, not stating, however, when 
this number is to be expected. 

The result of this study into methods of forecasting 
the population of any city at some definite future 
time is that it is a matter for the judgment of the 
engineer. That while he may make use of certain 
auxiliaries, such as census reports for past growth and 
for the growth of other cities, while he may consult 
the local reports of growth in various municipal direc- 
tions, while he may construct diagrams and tables; 
these are all only aids. The actual determination of 
the future population must be made by the individual 
judgment, based and guided by such methods as have 
been outlined, but modified by an intimate knowledge 
of the local conditions of situation and enterprise, and 
of the other often unknown factors which govern the 
growth of a modern city. 
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CHAPTER VIII. 

AMOUNT OF SEWAGE PER CAPITA. 

The probable future population of the city (or 
whose use the sewers arc designed being determined, 
it remains to assume a daily sewage-flow per capita, 
with such variations from hour to hour from the aver- 
age flow as may be found to be usual. The amount 
of sewage contributed per head per day is a quan- 
tity variable in different parts of the country and in 
different cities, depending on the variation in the 
water-supply, and it has been customary in this coun- 
try to assume that the daily water-supply of a place 
is all converted into sewage, and that a determination 
of the amount of sewage is made when the amount of 
water-supply is found. This undoubtedly approaches 
the truth, although it is more in accordance with 
sewer-gagings to say that the hourly and daily varia- 
tion in flow of sewage corresponds closely to that of 
the water-supply, while the actual amount of sewage 
is something less. That the records show the volume 
of sewage always less than that of the water used is 
partly due to the fact that the houses supplied by 
city water-works generally exceed in number those 
connected with the sewers. And further, since the 
water-connections precede the sewer-connections, 
there can never be, as long as connections with either 
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water- or sewer-pipes are being made, an equal flow 
of water and sewage. Nor can there be any fixed 
relation between the two volumes until the final 
number of houses and buildings in a city are supplied 
with both connections. 

Fig. 20 * shows the pumping records of the water- 
supply, and the relation between the two volumes, at 
Atlantic City, N. J., for the several months of the year 
1892, with the water-consumption for 1896. Fig. 21 
shows the two curves for Des Moines, Iowa, for 1895. •}■ 
Both diagrams show the sewage-flow to be about 35 
per cent less than the water-consumption. 

The variation in the water-supply of a city is almost 
incredible, cities of the same size and character often 
having a difference in daily consumption of as much 
as 150 gallons per head. To what cause this is due 
it is hard to say, as there seems to be no law as to 
the relation between the consumption and the size of 
the city. Nor does any one cause seem responsible. 
Probably the largest factor is leakage, caused by poor 
construction of the main line, and in the house- 
fixtures, and by carelessness on the part of the house- 
holder and by neglect on the part of the water-works 
superintendent in making proper repairs. Any dis- 
cussion (notably such as have taken place In the New 
England Water-works and in the American Water- 
Works Associations) on the question of leakage brings 
out its importance very plainly, and the reports on the 
various devices for detecting water-waste make their 

* From Engineering N^iws, vol. xxix. p. 134. 
t Tbe duta supplied through the kindness of Profesior Mar* 
Btoo, Ames, Iowa. 
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efficiency unmistakable. For example, in his annual 
report for 1S92 Mr. Trautwinc mentions that in 
Philadelphia, out of 782 appliances in 142 houses 
inspected for waste, 22 were leaking slightly and 32 
running continually. The daily consumption per 
capita for these houses was found to be 222 gallons, 
of which 192 were wasted, 30 only being used. It is 
generally in the smaller cities that municipal oversight 
is most lax, the increased consumption in the larger 
cities making a total volume of waste so large as to 
demand investigation; yet this has so many excep- 
tions as to be of little value. 

The following table is given to show approximately 
how the average per capita consumption of water in 
different cities of the United States varies. The daily 
consumption is taken from the " Manual of American 
Water-works for 1897," and the populations taken 
from the same volume are for 1890. The table merely 
emphasizes the fact that there is no general law or 
rule as to the water-consumption of any particular city. 
It is to be noted in addition that the proportion of 
the total population using city water is not constant ; 
that in many cities the water-consumption is not 
measured, but guessed at, and that therefore the per 
capita consumption as given in the table may be far 
from the actual amount. 

Other legitimate causes affecting the average 
amount, yet generally masked by the waste, are the 
character of the city, whether residential or manufac- 
turing, the amount of sewer-flushing and street-sprink- 
ling done, the number of water-motors, hydraulic 
elevators, and other small hydraulic machinery. Any 
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Table XI 

SHOWING CONSUMPTION OF WATER IN CITIES C 
UNITED STATES. 



Auburn 

Bangor 

•Waterville 

Kew Hampshirt — 

Manchester 

Nashua 

Virmml— 
Burlington 

Massackusitts — 

Boston 

Broclctofi 

Cambridge 

Clinton 

Fall River 

Gloucester 

Haverhill 

Holyoke 

Lawrence 

Marlborough 

New Bedford ... 

Newion 

Piitsfield 

Springfieid 

Waltham 

Worcester.. 

Rhode ItlatuC— 
Newport 

Bridgeport 

Hartford 

Meriden 

New Haven 

Hew London. . .. 

Stamford 

Waterburj 



448,477 


9.4S7. 
50,801, 




1.09B. 


70,038 




I0,4S4 


r,6oo, 




3.166, 


24,651 




a7.4i3 


3.000, 


36.637 


1,561, 


44.654 


3,005, 


55.727 




13,805 


510, 


4C,733 


4.711, 


24.379 






1,700, 


30.800 


2,147, 


44,179 


4.638, 




1,221, 


84,655 


6,500, 


19.457 


a, 100, 


133,146 


8,905, 


48,866 


16,000, 






a(,65a 


2,000, 


81,998 


13.700, 


13.757 




15,700 


1,500. 


23,646 


4.000, 



Daily 



•Including Fairfield. 
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Table XI — Continued. 



"per Capiu 



New York— 
Albany 

Binghamton. ■ 
Brooklyn ■ • • . 

Buffalo 

Elmira 

Ithaca 

Kingston 

Middletown. . 
Newburgh .. . 
New York.... 

Poughkeepsie 
Rochester..... 
Schenectady.. 

Troy 

Atlantic City. 

Elizabeth!.''.' 
Jersey City... 
Newark 

Plainfield.'.!'. 
Trenton 

Pennsylvania— 
Allegheny.... 

Altoona 

Bradford 

Johnstown . . . 

Lancaster. 

Norristown . . . 
Philadelphia. 
Pittsburg .... 

Reading 

York 

Dehware— 
Willi) inKton.. 



94.923 
25.853 
35.00s 
838.547 
255,664 
30.393 
11,079 



88.443 
32!o33 

13.055 
58,313 
37.764 
163.003 



21.805 

38,0" 

19.791 
1,046,964 
238,617 
58,661 
20.793 

61,431 
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Table XI. — Continued. 



Maryland — 

Baltimore 

Cumberland 

Wasii«gten»'b.C... 
Virgin 



ville. . 



Lynchburg 

Norfolk 

Portsmouth . . . 

Roanoke 

Wist Virginia— 

Wheeling 

NtrlA Carolina— 

Asheville 

Charlotte 

Raleigh 

Wilmington. • • 
South Carolina — 

Charleston. • ■■ 

Columbia 

Georgia— 

Augusta 

Macon 

Savannah 

Florida— 

SickBonville... 
ensacola 

Alatatna — 

Anniston 

Birmingham.. 

Montgomery... 
Mississippi— 

Natchei 

Vicksburg 

Louisville — 

Baton Rouge. , 

New Orleans. . 
Tennessee— 



:ville.. 



Memphis. 



509.817 
3,951,000 
3.500.000 

1,966,278 

7 596.871 

350.000 

500,000 



833.500 
9,000,000 

i.93',89i 

9,000,000 
a.204-57& 



• Including Georgetoi 
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Table Xl— Concluded. 
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Kentucky — 

CovingtoD 

Henderson.... 
Lexington 

Paducah..!.'" 
Ohiii— 
Akron 

Cincinnati 

Cteveland 

Columbus 

Sanduslcy 

Toledo 

Indiana— 

Evansville 

Fori Wayne... 
Indianapolis . . 

Richmond 

Terre Haute. . 

Bay City 

Detroit 

Grand Rapids . 
Kalamaioo.... 

Muskegon 

Saginaw 

Aurora 

Bloomington.- 

Chicago 

Evansion 

Peoria 

Quincy 

Springfield. . . . 
Wisconsin— 
Eau Claire • ... 

Lacrosse 

Miltvaukee.... 
Oshkosh 



37.371 


2.624. 


8.S35 


800, 


21,567 


1,200. 


24.918 


2.250. 


ia.797 


1,200. 


37,601 




26,189 


3.000, 


30S.900 


47.203 


270,000 


47.154. 


88,150 


14,000, 




3,781 


81, 434 


7,841. 


50,756 


6.500, 


35,393 


3,000. 


105,436 




16.60S 


2.S0O. 


30. a 17 


3.000, 










60,37a 


13,916, 


17.353 


1.800, 



31.494 

24.963 


3!7o8; 


17.415 
25.090 

04.468 

22,836 
21.014 


1.400, 
3.484. 
25.291. 

2,000! 
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attempts to reduce waste, whether by the introduc- 
tion of meters or by house-to-house inspections, are 
always immediately noticeable in the daily consump- 
tion. The source of supply as affecting the interest 
in waste, that is, whether the water has to be pumped 
or whether it flows freely to the consumer by gravity, 
also affects the daily flow, while the normal consump- 
tion for purely necessary domestic use is about con- 
stant. 

As an example of the method of analyzing the 
probable amount of water to be provided in a given 
city, the following extract is made from Appendix II 
of the report by Dexter Brackett on the Metropolitan 
Water-supply, Massachusetts State Board of Health: 

"The water used in any city or town may be sub- 
divided under four heads: 

"i. Quantity used for domestic purposes. 

"2. Quantity used for trade and manufacturing 
purposes. 

"3. Quantity used for public purposes. 

"4. Quantity wasted." 

Under the first head should be included not only 
the amount used for household purposes, but also the 
quantity required for stores, stables, laundries, and all 
requirements of a purely residential community. 

The following table, from the report, shows by 
actual measurement the per capita consumption for 
purely domestic, use by different classes of people in 
a number of cities. 

The examples cited in Boston are generally apart- 
ment- and boarding-houses, the average number of 
persons per house being 40. The consumption per 
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CONSUMPTION PER CAPITA FOR DOMESTIC USE IN BOSTON, 
BROOKLINE, NEWTON, FALL RIVER, AND WORCESTER, 
NED BY METER MEASUREMENT. 
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capita varied from 59 gallons in the more modern and 
expensive houses to 16,6 gallons in the cheaper apart- 
ment-houses. 

Brookline, a wealthy residential suburb with a large 
number of private stables, conservatories, and lawns, 
had the large consumption of 44.3 gallons. 
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In Newton, 490 families, averaging five in a family, 
had an average consumption of 26. 5 gallons per capita. 
The houses are modern, with every plumbing con- 
venience, but small grounds. 

The amounts used in Fall River and Worcester are 
very much less, partly from the manufacturing char- 
acter of the cities and the resulting class of residents. 

For the future water-supply of Boston the quantity 
required for domestic use, based on the table and 
facts above given and on the known local conditions, 
proportions, and numbers of the various classes of 
residents, and with due regard for future growth of 
each class, was assumed to be 30 gallons per capita. 

The use of water for trade and manufacturing pur- 
poses shows a great variation in different communities. 
Brackett's report gives the actual amounts used in 
Boston; but without the number and size of the 
manufacturing industries his figures are of little value. 
The table is given, however, to show the relative 
amounts of water used by the different industries. 

After duly considering these quantities, Mr. 
Brackett found that the amount used in the Boston 
Metropolitan District for trade and mechanical pur- 
poses was about 25 gallons per capita. But he judged 
that, in view of the constantly increasing demand for 
water for these purposes, and also considering that an 
allowance of about lO per cent should be made to 
cover shortage on meter measurements, at least 35 
gallons per capita per day should be provided for these 
purposes. It is of course understood that this is 
applicable only to Boston, and that the amount will 
vary in different cities. Residential towns, for ex- 
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METERED WATER USED FOR TRADE AND MECHANICAL 

PURPOSES IN BOSTON, CHELSEA, SOMERVILLE, EVERETT, 
AND CAMBRIDGE IN 189Z. 



Name of Busintss. 


D.i]y 


--"' — 


ArtfUKe 
in Galium. 




3,458,700 
1. 783,400 
1,414,000 
1. 337.700 

512. Soo 

422,900 

420,940 
355,530 
351,700 
309,600 

25S.OOO 

164.300 




iao.500 






Steam railways 


Chemical works 


87,270 
83.730 
6a,68o 

sa.gso 

39.800 
36,100 


Elevators and motors 

Sugar-refineries 

Hotels (transient).... 
Slaughter-houses .... 

Street railways 

Electric companies... 


Mills and engines- - 
Marble and stone 


Wharves 






17.350 

r6,8oo 
13.030 

\iX 

9.550 










Markets 

Distilleries 

Green houses 




Miscellaneous 







ample, 'require little beyond that needed for domestic 
use. Other cities, with industries using large amounts 
of water, may require more than the 35 gallons 
adopted for Boston. 

For public purposes Mr. Brackett has divided the 
use of water as follows, the amounts being partly 
estimated and partly meter measurements: 
Public buildings, schools, etc.... 2,30 gals, per capita 

Street-sprinkling i.oo " " " 

Flushing sewers o. 10 " " " 

Fountains 0.25 " " " 

Fires o.io " " " 



3-75 
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Of this amount 4 gallons per capita was allowed for 
public uses. 

The amount of water wasted, that is, ignoratitly 
allowed to escape from the mains and negligently 
allowed to escape from faucets and leaks, is very large. 

A very striking proof that the pumping records do 
not show the amount of water used is furnished by 
one of the towns in the Metropolitan District. All 
the water used in the town was measured by a meter 
on the supply-main, and every service-pipe has a 
meter. The works were but four years old, had 18 
miles of cast-iron mains, 376 services supplying about 
2300 persons, and, with the exception of the water used 
for flushing mains, street-construction, street-sprink- 
ling, and for fires, all of the water used was measured 
by the meters on the service-pipes. In 1893 the 
daily average amount registered by the meter on the 
supply-main was 128,560 gallons, while the total 
recorded by the service-meters was 65,380 gallons. 
Allowing 2000 gallons per day for blowing-ofl pipes 
and for fires, there remains 61,380 gallons, or nearly 
50 per cent of the whole consumption, unaccounted 
for. In Newton 46 per cent of the water pumped was 
not accounted for by the service-meters, after making 
proper allowances for water not so registered. In 
Fall River, during the same year, with the most care- 
ful system of inspection to prevent waste, 37 per cent 
of the water pumped could not be accounted for. 

By measuring the flow of water through the water- 
mains in Boston it was found that between i and 4 
A.M., when little water should be used, there was still 
a consumption at the rate of from 30 to 35 gallons per 
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capita. In Brookline, where the taps are nearly all 
metered, from June to December 1891 the consump- 
tion from midnight to 4 A.M. was 44 per cent of the 
total consumption, or at the rate of 25.8 gallons per 
. capita, and a careful inspection of every fixture only 
reduced this to 17.7 gallons. Other methods of com- 
parison between the night flow and that used properly 
for domestic and city purposes led Mr. Brackett to 
sum up the question of waste as follows: 

" That there exists a waste of from 40 to 50 per 
cent of the total consumption in most cities and towns . 
where meters arc not generally used is a fact accepted 
by those who have studied the question, but it is, I 
think, the popular idea that this enormous waste can 
be, and is, almost entirely prevented by the use of 
water-meters on the services. But the results obtained 
in the cities and towns where the largest number of 
meters are in use show that while the consumption 
per capita is smaller than in unmetered places of the 
same general character, still a very large proportion 
of the water supplied by the reservoirs or pumps does 
not pass through the service-meter." 

His conclusion for Boston was that it is not possi- 
ble even with the use of meters to reduce the waste 
below 15 gallons per capita; and that if some effi- 
cient system of waste- prevention is not adopted, the 
amount wasted will become, as it is now in some of 
our large cities, from 30 to 60 gallons per inhabitant. 

As the result of this painstaking work, Mr. Brackett 
concluded that the future water-supply of Boston 
would need to provide 100 gallons per capita per day 
for the daily consumption, made up as already indi- 
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cated: 35 gallons for domestic use, 35 gallons for 
trade and manufacturing, 5 gallons for public purposes, 
and 25 gallons for waste, the last amount being taken 
in view of the uncertainty of securing strict prevention 
of waste. 

As a further example of a method of ascertaining 
the relation between the amount of water used and 
the character of the population, reference is made to 
vol. VI, No. I, of the Journal of the New England 
Water-works Association, where the relation is shown 
between the number of fixtures in a house and the 
amount of water used. The following table, since 
partly amended, is taken from that report. It shows 
that by actual meter-readings in Newton, on houses 
having but one faucet, 7 gallons per capita per day 
was the average amount used, the minimum being 5 
and the maximum 1 1 ; that when a house has two 

Table XIV. 

Per Ctnl of Gallons per Capita 
First-Iaucet How. per Day. 

First faucet 7.0 

Second faucet 20 1.4 

First bath 5° 3-5 

Second bath iS i . i 

Second water-closet 40 s.S 

Set tubs 30 1.4 

Hose 15 II 

Stores, etc 50 3.5 

Schools 50 3.5 

Churches 10 0.7 

Boilers 130 g.i 

Greenhouses go 6.3 

Stables 50 3.5 
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faucets, 20 per cent of additional water is used; for 
the first bath, 50 per cent additional, etc. All these 
are based on a family of five, the average number in 
Newton. If boarding-houses or tenements are con- 
sidered, these numbers will be increased by about 7 
per cent per person. 

To show actual examples of hourly and daily varia- 
tion in the water-supply, the following diagrams are 
given. 

Fig. 22 shows the variation in the daily water- 
consumption of the city of Binghamton, N. Y. , the 
details being furnished to the author through the 
kindness of Mr. John Andersen, secretary of the 
Water Board. The average daily amount for the five 
days is 220,440 gallons, as shown by the heavy 
straight line; the average daily maximum (272,400) 
being 24 per cent more than the average daily con- 
sumption. 

Fig. 23, from a table given by Rafter and Baker, 
shows the water-consumption in Rochester from 
Hemlock Lake. As before, the average daily con- 
sumption is added and the maximum daily consump- 
tion is thus shown to be 46 and 58 per cent more 
than the average, for the two days shown. 

A list of actual sewer-gagings, so far as have been 
made public, was compiled and published in Engineer- 
ing News, vol. XXXV. page 131, in a paper on a sewer- 
gaging of Des Moines. The table is given below 
with gagings of the outlet sewer at Canton, O., and 
Chautauqua, N, Y., added. Two columns have been 
added to the table, one giving the percentage by 
which the maximum flow is greater than the average, 
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and the second the same percentage should the quan- 
tities involved be reduced by the amount required to 




Fig. 23. 

make the minimum, zero. The percentage will be 
affected largely by the amount of ground-water run- 
ning in the sewer and by the amount of water used for 
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manufacturing purposes and discharged into the sewer. 
No definite information on this point, hoi 
be found. 

Table XV. 
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Fig. 24 shows a sewage-pumping diagram for 
Atlantic City, N. J., for the year 1892. The effect 
of the summer season is plainly seen, as well of the 
other holidays of the year.* 

Fig. 25 shows a diagram prepared from the results 
of a gaging of the outfall sewer of Canton, O., In the 
spring of 1893. f The average daily amount (21,100 
gallons) has also been calculated and added, the maxi- 
mum amount being 43 per cent greater than the 
average. 
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t Hid., vol. XXX. page 61. 
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Fig. 26 shows the results of the gaging of the 
Schenectady outfall sewer as given by Mr. Landreth.* 
The average line is added {^$,$00 gaUoas), and the 
maximum found to be 59 per cent greater than the 
average fiow. 
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Fig, as- 

Fig. 27 shows the results of the gaging of the sewer 
at the Insane Hospital at Weston, Va., made under 
the direction of Mr. Rafter and quoted in Rafter and 
Baker's " Sewage Disposal." The maximum here is 
found to be 22 per cent greater than the average. 

Fig. 28 is a diagram taken from the paper of Mr. 
Grover already alluded to. 

Fig. 29 gives a diagram of the sewage-pumping 
records at Chautauqua, N. Y., on the days indicated.f 
Here the average for the four days is 5700 gallons, the 
average maximum flow being 50 per cent more than 
the average. 

In Fig. 28 the effect of constructing poor pipe-lines 
is plainly seen from the large flow at the times of day 
when there should be little or no flow in the sewers. 
While the maximum flow is only 56 per cent greater 
in amount than the average flow, yet it is 117 per cent 



* Eng. Ne-ais,\t)\. JCXVII. page 305. \Ibid., vol. 3 
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greater than the average if the flow at 3 A.M. be called 
nothing, and the flow for the rest of the day reduced 
correspondingly. 

It follows from a study of the tables and diagrams 
given above that while the amount of flow or the per 
capita flow varies between wide limits affected largely 
by the amount of water wasted, a law of daily variation 
is to be found for all places, and that the maximum 
flow is from 50 to 100 per cent greater than the aver- 
age flow. The obvious method, then, for determin- 
ing the proper amount of house-sewage flow is to 
determine the probable daily water-consumption per 
capita at the future time for which the sewers are de- 
signed. Then assume that about 75 per cent of this 
will be the sewage-flow at the same time. Then add 
100 per cent for the maximum daily flow, and the re- 
sult is the amount of flow for which the sewer must 
be designed if it is to be limited to house-sewage. 
This does not include, it is to be noted, any ground- 
water flow nor any large manufacturing enterprises 
which may affect the daily variation. 

Analyses, more in detail, have been made of the 
variation in the flow, considering not only the daily 
maximum, but also seasonal variations, and taking 
the monthly maximum and adding it to the weekly 
maximum, to the daily maximum, and to the hourly 
maximum. This method was given by Fanning in 
" Water-supply," and was quoted by Staley and 
Pierson. - Baumeister says that the days of greatest 
consumption require one and a half times as much 
water, and hence the sewers must be designed to carry 
off one and a half times the normal flow. The hourly 
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maximum is one and a half times the hourly mean. 
Hence the capacity of the sewer must be such as to 

remove hourly = ^ of the average daily 

quantity, or about twice the amount calculated on the 
supposition that the same quantity was supplied each 
hour of the year. In one of the recent German books 
on water-works by Franzius and Sonne the daily 
maximum is fixed at ij and the hourly at ij, making 
the average between the latter and the daily average 

■ = — approximately.* 

A common method of defining the maximum flow 
is to say that one half of the daily flow will run off in 
6 to 8 hours, and the sewer must be designed for this 
rate of flow. From the diagrams given, and taking 
the midday hours when the flow is greatest, the 
number of hours required to carry off one half of the 
daily flow is as follows : 

Binghamton, August 9 loj 

" " 10 loi 

" " II 9* 

" " 12 10 

" 13 104 

Rochester, " 10 9J 

" 25 Si 

Canton 9^ 

Schenectady n 

Hospital, Weston 9 
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Chautauqua, July 24 8i 

" 31 H 

" August 16 gj 

" 18 9* 

indicating that to assume that one half of the daily 
flow will flow off in 8 hours is a safe assumption. It 
further indicates that a capacity of twice the average 
flow is a larger allowance than necessary. 

What the daily average will be must be left to the 
judgment of the engineer. By Table XI it varies 
from 13 to 3S4 gallons per capita per day, according 
to published records. Mr. Brackett shows that for 
the vicinity of Boston from 1 1.2 gallons to 44.3 gal- 
lons per capita per day are legitimately used for 
domestic purposes, and that these amounts must be 
increased for public purposes and for manufacturing 
and trade. 

Mr, Whitney of Newton shows that the amount 
of water for domestic use varies with the number of 
fixtures in the house, from 7 gallons per capita per 
day for one faucet to 22.8 gallons for two faucets, two 
water-closets, and two baths, and that other uses in- 
crease the amounts as given in Table XII. 

It remains for the engineer, after studying the 
character of the population and the possibility of 
manufacturing interests, to fix such a per capita allow- 
ance as is appropriate for that community. 
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CHAPTER IX. 
GROUND-WATER REACHING SEWER. 

The amount of rain-water entering a sewer has 
been discussed, and also the amount of water from 
domestic uses, the latter including the amount used 
for manufacturing and other municipal purposes- 
It now remains to determine the amount likely to 
come from the ground-water through which the sewer- 
line passes. This amount will depend on the material 
of which the sewer is made, on the kind of joints, 
on the method used in making them, and on the dis- 
tance and head of ground-water in which the sewer is 
exposed to the infiltration. The last condition has 
considerable variation even in the same line, both 
because of irregular variation due to rain and because 
of periodic seasonal changes. In constructing the 
filter-beds at Brockton, it was found that there was a 
seasonal variation of four feet in the height of the 
ground-water, the height being greatest in May and 
least in November. Such a rise in the elevation of 
the ground-water might increase the length of sewer 
exposed to ground-water by some miles, especially if 
the hydraulic grade of the underground stream fol- 
lowed nearly parallel to the sewer-grade. 

In his report on the Sewerage of Ithaca, Mr. Hering 



Digrr^ibyGoogle 



122 SEWER DESIGN. 

says: " In addition thereto [60 gallons per capita per 
day, assumed for average water-supply], 10 per cent 
of this quantity has been added to allow for ground- 
water which will probably find its way into the sewers 
in spite of the most careful workmanship." 

In the report on the Sewerage of the Mystic and 
Charles rivers, January 1889, the engineer, Mr. F. P. 
Stearns, has collected the following information: 

" Kalamazoo, Mich. — Some ground-water finds its 
way into the system, estimated, from data taken before 
the sewers were open for public use, to be 20 per cent 
of the capacity of the sewers. 

*' Norfolk, Va — No accurate estimate made, but 
ground-water forms at least 60 per cent of pumping. 
From information given elsewhere in the returns, the 
maximum flow is found to be about 167 gallons daily 
per inhabitant connected with the sewers. Of this, 
the ground-water, estimated at 60 per cent, equals 
100 gallons. 

" Scknectady, N. F.^The sewers are laid through 
wet ground and quicksand in some instances. The 
Erie Canal seepage also affects them to a small degree. 
Measurements made at about the time that the system 
was completed indicate that the infiltration of ground- 
water amounts to about 5 per cent of the capacity of 
the mains," 

Mr. Stearns also says that he has recently examined 
two new systems of pipe sewers which were built with 
the intention of excluding the ground-water, and in 
both cases the amount of water collected by the 
sewers was considerable. In one of the cases, where 
the population connected with the sewers was small, 



GROUND-WATER REACHING SEWER. 12$ 

the amount of ground-water was probably in excess of 
the sewage proper. 

In the sewerage works of Canton, O,, built in 1893, 
a 20-inch outfall with no connections was gaged for 
subsoil water, and in a length of 2400 feet a flow was 
found, due to infiltration, of 31,712 gallons in 24 
hours, or at the rate of 70,000 gallons per mile per 
day. In the same system of about 1 1 miies there 
was a ([qw to the disposal works between midnight and 
6 A.M. of about 73,000 gallons, which is at the rate of 
26,500 gallons per mile per day {Engineering' JV^ws, 
vol. XXX. page 61). 

In the design for Taunton, Mass., 20 per cent for 
infiltration was added to the estimated flow in a 
24-inch pipe passing through a swamp. 

In North Brookfield, Mass., 1580 feet of 12-inch 
pipe was found to leak at the rate of 2500 to 5000 
gallons per day, a rate of about 17,000 gallons per 
mile per day. 

At Rogers Park, 111., Mr. Broughton, engineer for 
The Shone Co., by means of special precautions (deep 
sockets and careful ramming) reduced the leakage in 
9200 feet of 6-inch pipe under a head of from I foot 
6 inches to 9 feet 6 inches of water, to 15 gallons per 
minute, or 1240 gallons per mile per day. 

In Winona the same engineer made all sewers 
which lay in water with a head of more than 5 feet of 
cast iron. 

At Brockton, Mass., the ground-water flow was said 
to be 400,000 gallons from 16 miles of sewers, or 
25,000 gallons per mile per day, 

At Altoona, Pa., the flow from 6100 feet of 27-inch 

n,<i,-="-ii,Gi:K.)^le 
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pipe was 47,181 gallons, or at the rate of 40,814 
gallons per mile per day. 

From 3190 feet of 30-inch pipe the flow was 52,352 
gallons, or at a rate of 86.592 gallons per mile per day. 

From 5030 feet of 33^ X 44-incti brick and concrete 
sewer the ground-water flow was 252,342 gallons, or at 
a rate of 264,000 gallons per mife per day. It should 
be noted, however, that this last flow has since been 
largely reduced by the contractor working ui^der the 
direction of the engineer. 

In the East Orange sewerage works,* where the 
conditions for producing a water-tight sewer were 
unusually severe, a large part of the line being 10 feet 
or more under water and laid in quicksand, but where 
at the same time unusual precautions were taken to 
prevent leakage, the amount of ground-water enter- 
ing the sewer from 29 miles was found to be 650,000 
gallons. The house-sewage flow after three years' 
use was 620,000 gallons, and the flush-tank flow 
, 30,000 gallons. 

Rafter and Baker, after noting that at East Orange 
some of the sewers were laid under 20 feet of ground- 
water, and that a brick sewer with its many joints and 
porous material was used for 4000 feet in a location 
most unfavorable for tight work, and that with these 
exceptionally adverse circumstances the infiltration 
was only 50 per cent of the total quantity, or an 
amount equal to the domestic flow, say: " The results 
obtained under the extremely unfavorable conditions 
existing at East Orange of a leakage of only 2.5 gal- 
Ions per second {215,000 gallons in 24 hours) from 25 
•Trans, Am. Soc. C. E., vol. xxv. page 125. 
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miles of vitrified-tile sewers, with 66,000 joints, is 
indicative that, under favorable conditions and with 
careful workmanship, a system of such sewers may be 
made nearly impervious, though in designing disposal 
works it will probably be safe to allow for an infiltra- 
tion of 15 per cent of the flow of sewage proper." 

It is doubtful, however, whether a sewer can be 
made water-tight under ordinary conditions and 
methods of construction, and it remains to be seen 
what is a reasonable amount of infiltration. 

If the sewer is of brick, assuming first-class con- 
struction, the amount of ground-water entering may 
be restricted to that due to the porosity of the 
brick and mortar. Various methods are found in 
pocket-books for making brick walls impervious, and 
many statements to the effect that brick masonry 
in engineering construction allows considerable water 
to pass through. No definite data, however, seem 
available for the exact amount of such percolation 
under different conditions of construction. In the 
case of sewers, experience seems to show that in 
the same ground more water comes through a brick 
than through a pipe sewer; but nothing definite is 
known on the subject. 

If the sewer is of vitrified pipe, ground-water enters 
the pipe through the joints, and the amount to be 
expected depends, assuming perfect workmanship, on 
the kind of cement, depth of joint, and on other 
details of the construction of the joint. In vol. Xlll. 
page 71 of the Journal of the Association of En- 
gineering Societies, are given the results of some 
tests by Freeman C. Coffin, C.E., made to investi- 
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gate this very point. His results are given as fol- 
lows: 

"In the standard form of pipe-socket, with well- 
made joints of either Portland cement, neat or i ; i, 
or of Rosendaie cement i : i, with over-filled joints, 
the leakage would not be serious, probably not ex- 
ceeding looo gallons per mile per day, with the level 
of the ground-water from 2 to 8 feet over the pipe." 

" In pipe with deep sockets the tests indicate that 
if the joints arc well made the leakage will be about 
as follows: In Rosendaie cement neat it will be very 
large, perhaps over 100,000 gallons per mile per day. 
In Rosendaie cement mixed with sand i : 1 the leak- 
age would not exceed 700 to 800 gallons per mile per 
day. In Rosendaie i : 2 it would approximate 1000 
or 1200 gallons per day; with Portland cement neat, 
about 150 gallons per day; with Portland I : I, about 
500 or 600 gallons. ' ' 

The sockets of these pipes were very small to 
reduce the area of cement as much as possible, and 
Mr. Coffin thinks that even with the best intentions 
the difficulty of filling these joints in a trench would 
be insurmountable, and he therefore gives the figures 
above as representing only what can be done in a 
laboratory experiment. 

In the discussion of the above conclusions, Mr, Coffin 
says that it would seem that Portland cement, either 
neat or mixed r : l, or Rosendaie 1:1, would make 
work that was sufficiently tight for all practical pur- 
poses, provided the joints could be well filled and could 
remain undisturbed by water or jarring until sufficiently 
set to resist. Unfortunately, in practical construction 
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joints in a sewer-pipe are never made with the same 
care as in a laboratory experiment; and further, it 
seldom happens that the joints are allowed to stand 
from 12 to 48 hours before being covered with water, 
as was done in these experiments. In a wet trench 
the cement is not always forced Into the joint, and 
water is admitted to the joint before the cement is 
thoroughly set, tearing off the coating and leaving an 
opening into the pipe. 

To approximate actual conditions as nearly as pos- 
sible, F. S. Senior, as his thesis work, made some 
experiments in which water was admitted to the 
joint at various intervals from the time of making. 
His results are given in the Trans, of the Association 
of Civil Engineers of Cornell University, 1897, page 
113. His experiments brought out the following 
points: First, that there is to be expected a gradual 
improvement in the tightness of cement-joints from 
the time that they are first laid, amounting to from 
40 to 80 per cent, and that the decrease in leakage 
is greater for Rosendale cement than for Portland. 
Second, that there is more leakage under high heads 
of pressure, and that the increase with the head is 
neariy proportional to its square root. Third, that 
there is a great advantage in using quick-setting 
cement if there is any probability of having the joints 
covered with water; and further, that a quick-setting 
cement will reduce the length of time necessary to 
pump from a wet trench, since the amount of infiltra- 
tion after the cement has taken a hard set is incon- 
siderable. Fourth, that in a wet trench a gasket is 
of great value; and whereas without it a line on which . 
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water has risen before the cement in the joints was 
hard would admit water to the extent of half filling 
a 6-inch pipe, yet with gaskets the leakage would be 
no more than if the water had been kept off till the 
cement had set. This last is in contradiction to 
Mr. Coffin, who concluded that a gasket, by taking 
up in the joint space that should be Blled with cement, 
was a detriment rather than a benefit. Mr. Senior's 
experiments were all made on six lengths of 6-inch 
pipe, and the mortar all mixed I : i. His results were 
as follows: 

When the water was turned onto the joints within 
3 or 4 minutes after the cement had begun to set (15 
minutes after the first joint was made), the leakage 
through Rosendale cement was at the rate of 150,000 
gallons per mile per day, decreasing to 30,000 after 
72 hours. The Portland cement, under the same con- 
ditions, showed a first leakage of 120,000 gallons, de- 
creasing to 4500 after 72 hours. 

When, however, the cement was allowed to stand 
30 minutes before water was admitted, the leakage 
through Rosendale joints was at first 70,000, reduced 
to 25,000 after 72 hours, and for Portland the leakage 
was 60,000, which became 40,000 after the same time. 

In using gaskets, water was turned on in lO minutes, 
or before the cement was set, so that the full benefit 
of the gaskets was brought out. With Rosendale the 
fi.Fst leakage was only 26,000 gallons, and after 72 hours 
it had decreased to 8000 gallons per mile per day. 
With Portland, while the first leakage was i r,ooo gal- 
lons, after 72 hours it was but 5 500 gallons, or a small 
and insignificant amount. The results of this last work 
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as well as of that of Mr. Cof^n show that even under 
the best conditions there is some leakage; but that 
if the joints are well made this amount can be reduced 
to about 4000 gallons of water per mile per day for a 
6-inch pipe. (Compare with page 123.) For larger 
pipe the increase would probably be proportional to 
the area of the joint, or approximately to the squares 
of the diameters. 

For example, a 12-inch pipe 2 miles long, laid in 
water, might be reasonably expected to carry as a 
minimum amount of subsoil infiltration 4000 X 4 X 2 
or 32,000 gallons of water, while the capacity of the 
pipe at a velocity of 2 feet per second is 102,000 
gallons per day, or about three times the amount of 
ground-water. This might be somewhat reduced by 
allowing 12 hours for the cement to set before the 
water is turned on, but it takes into account not a 
single bad joint nor one which is not fully filled, of 
which there are always many in actual construction. 

In vol. XIX of the Journal of the Association of 
Engineering Societies is a valuable paper by Mr. F. A. 
Barbour of Brockton, Mass., on the strength of sewer- 
pipe, and incidentally on some tests of the tightness of 
pipe-joints. He gives, however, no conclusions as to 
amounts, saying that the results have been decidedly 
unsatisfactory from the standpoint of a written report, 
and no tabulations of the figures will be given. 

The evident lesson so far as ground-water is con- 
cerned is that, instead of adding a certain percentage 
to the desired capacity of the sewers, a more rational 
method is to consider in detail the lengths of pipe to 
be laid under a head of ground-water, and to increase 
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those lines and the mains lower down by a certain 
amount of leakage per mile, the amounts to be 
arrived at by actual experience and by the experi- 
ments quoted. 

It must be remembered, however, that the amounts 
given in the experimental data are for leakages through 
perfect joints, and that in construction any workman- 
ship except the best, which it is practically impossible 
to secure in trench-work, will materially modify and 
increase the amounts given. 
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CHAPTER X. 
GRADES AND SELF-CLEANSING VELOCITIES. 

In the early days of sewer-construction the fact 
that sewers could be kept clean by any other method 
than by periodic sweeping was scarcely appreciated. 
Sewers were a subject not fit even for discussion, much 
less for the professional interests of any except the 
meanest laborers. Sewers were necessary, were to be 
taken for granted, but were not to be made a topic of 
public conversation. To this public attitude towards 
sewers it is undoubtedly due that the principles of 
hydraulics, early studied in the case of rivers by 
the most eminent scientists, have been so tardily 
applied to sewage-flow, and have only recently been 
recognized in determining the size, shape, grade, etc., 
to make the sewer best suit its intended purpose. 

Baldwin Latham gives examples of defective house- 
drains said to be still in use in London houses. 
Fig, 30 shows a defective section of a sewer carrying 
storm-water and sewage, which has been in use in 
Ithaca for many years. Many examples could be 
found of similar faulty construction, of broad flat in- 
verts, of rough surfaces, of open joints, and of grades 
not suflicient to carry along the matter in suspension. 
It is, however, enough to point out that such im- 
perfectly constructed sewers have been the rule in 
the past, and that only within the. latter half of this 
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century has the relation between the hydraulic ele* 
ments concerned and a clean non-depositing sewer 
been recognized. Now it is known that with a suffi- 
cient velocity and depth any material that has been 
deposited there may be scoured out from the bed of a 
sewer or stream, or it may be held in suspension and 
so prevented from accumulating deposits. To what 
laws or by what means 
this power of water to 
hold material of greater 




density in suspension is 

due is not clearly known. 

The subject, however, 
" F,(., 3o_ ' ' is of great importance 

because if a sewer is to 
be kept clean without intermittent hand labor, it 
must be through the transporting power of the 
water which hurries along with and in itself all solid 
matter. The admirable compilation by Mr. E. H. 
Hooker on this subject, presented as a thesis at 
Cornell University in 1896, and published later in 
the Trans. Am. Soc. C. E., gives the following prop- 
ositions, apph'cable to sewers, as expressing the main 
facts so far as they are known and necessarily under- 
lying any broad theory of the cause of the suspension 
of sediment: 

" I. The movements of solids by water may take 
place by dr^^ng, by intermittent suspension, or by 
continuous suspension. 

" 2. Motion in each of the three ways is increased 
with increase of depth ; yet the depth itself can only 
affect the intermittent suspension. 
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" 3. Motion in each of the three ways is increased 
by increase in the mean velocity. 

" 4. The presence of the sediment in the stream- 
flow decreases its mean velocity. 

"5. Dragging as well as suspending power increases 
with the heaviness of the liquid and with its greater 
coefficient of viscosity. 



" 10. Increase of vortex motion increases the power 
of transport. 

****** 

" 13. Bodies suspended in flowing water, either in- 
termittently or continuously, tend to acquire a velocity 
greater than that of the water surrounding them." 

The theories offered to explain the facts or proposi- 
tions just given are summed up by Mr. Hooker with 
the statement that the suspension of sediment in flow- 
ing water may be attributed to three causes acting 
together, or in rare cases separately. 

" First. The resultant upward thrust due to eddies, 
conditioned upon the fact that the earth's (bed of 
stream) profile offers more rugosities than the air 
profile, and the effort exerted by a current upon a solid 
varies as the square of the relative velocities. 

Second. The resultant upward motion of solids 
due to the fact that an immersed body tends to move 
faster than the mean velocity of the displaced water, 
and in such motion tends to follow the line of least 
resistance. 

Third. The viscosity of the water." 

The law of Airy, that the transporting power of 
flowing water varies as the sixth power of the velocity. 
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Mr. Hooker passes over without comment, but he 
gives curves showing the increase of suspending power 
with velocity. 

By these laws as given, it is evident that a certain 
velocity and depth are necessary to keep material from 
sedimentation. The exact relation between velocity 
and depth to Secure the best transporting power is not 
known. In the case of sewers it is generally assumed 
that for a given quantity of water the maximum 
transporting power is secured with the maximum 
velocity, and that therefore a sewer section in which 
the volume of flow is variable should be designed so 
as to keep the velocity of flow for all depths equal, or 
as nearly equal as possible, to that obtainable from the 
section most favorable for that quantity if considered 
alone. Since the maximum velocity for a constant 
quantity is obtained when area divided by wetted 
perimeter is a minimum, the section generally used as 
giving the greatest velocity is circular, and in sewers 
of varying flow the section is egg-shaped as being the 
best possible. Should it, however, be found that the 
depth of flow is more important as a function of the 
transporting power than is now thought, the maximum 
velocity will be no longer sought, since now it is used 
only as an index of the transporting power. As Mr. 
Hooker intimates, the whole subject is far from being 
on a satisfactory basis, and observation and experiments 
are much needed to put the matter in its true light. 

The available expsriments on the velocity required 
to take up into suspension or to drag along material 
in running water are not many. Table XVI, taken 
from Mr. Hooker's article, gives what there are. 
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It is seen that a velocity varying from 16 to 60 
inches per second is required to take up material, and 
Baldwin Latham gives the following table showing 
how the specific gravity of the material affects that 
velocity. The experiments on which this is based 
were made by Mr. T, E. Blackwell, C.E., for the 
government referees, in the plan of the Main Drain- 
age of the City of London. 

Table XVIII 
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Evidently other conditions than the specific gravity 
are concerned, and as no dimensions are given, it is 
probable that there was a variation in the size of the 
pieces tested and, what is probably of more active 
importance, in the shape of the pieces. In a thesis 
on Flushing'Waves, in 1894, Messrs. Fort and Filkins 
of Cornell University note that a piece of brick 
nearly cubical in shape, weighing 22 ounces and hav- 
ing a volume of over 16 ounces, was carried by a 
flushing-wave more than 1000 feet, while under the 

KGcioglc 



138 SEWER DESIGN. 

same conditions a mere flake of the same brick, having 
a volume of not more than 2 cubic inches, could not 
be moved more than-6oo feet. Also a piece of lime- 
stone nearly cubical, weighing 7.75 ounces, was carried 
1400 feet, while a piece weighing 4.75 ounces, but 
nearly flat in shape, was carried only 470 feet. 

It is seen, then, from the above old, meagre, and 
variable data that a flow of water requires a certain 
velocity to carry along solid material, and that the 
suspensioH of the material depends also on its size, 
shape, and specific gravity. 

Material deposited at the same place will be lifted 
by a flow of water and carried to different distances; 
those pieces whose shapes are such as to withstand the 
current, offering a thin and sloping edge to it, being 
last taken up, as the velocity increases, and soonest 
dropped. In a similar way a large stone too heavy 
to be carried along has been found to shelter smaller 
ones which otherwise might have been taken up 
by the current. Small irregularities in the channel 
serve as shelters for the fine material, and piles of sand, 
etc., are likely to accumulate behind projecting bits 
of mortar. It is plain, then, that neither theoretical 
determinations of the velocity required to carry matter 
in suspension, nor yet the results of experiments on 
different materials of varying sizes and specific gravi- 
ties, are sufficiently like the conditions prevailing in 
sewers to determine the velocities required in the 
latter, and it is only from experience in sewers them- 
selves, where the material to be transported is that 
natural to a sewer and where the conditions of rugosity 
of bed and variation in the velocity in the different 
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lamina are those peculiar to a sewer, that any reliable 
recommendations must come. 

The following required velocities are those suggested 
by different prominent engineers and tabulated by 
Staley and Pierson: 

Baldwin Latham 2 to 3 ft. per sec. 

Beardmore 2.5 to 3 " 

Phillips 2.5 to 3 " 

Rankin r 104.5 " 

Adams 2.5 to 3 " 

Philbrick 2.5 to 3 " 

Gebhard 2 to 3 " 

Baldwin Latham gives a little more detail, saying 
that in his experience he has found that in order to 
prevent deposits in small sewers or drains, such as 
those of 6 or 9 inches diameter, a velocity of not less 
than 3 feet per second should be secured. Sewers 
from 12 to 24 inches diameter should have a velocity 
of not less than 2^ feet per second, and in sewers of 
larger diameter in no case should the velocity be less 
than 2 feet per second. This statement would evi- 
dently imply an expected or experienced increase of 
transporting or scouring power in the current with 
an increase of depth. 

A fact still further contributing to the general un- 
certainty of this subject is that the velocities given 
above are those for the pipes flowing full or half full. 
Since a small pipe sewer rarely flows half full, and 
since the velocity decreases rapidly as the depth in 
the pipe decreases, it follows that the bottom velocity 
on which the scouring power depends must be much 
less than the 2J or 3 feet per second which by the 
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table seems necessary For example, an inch flow in 
an 8-inch sewer, with a velocity of 3 feet, when flowing 
half full, has with the less depth a velocity of but 1.6 
feet per second, which, by the table on page 135, is not 
sufficient to move anything except the smallest gravel. 

In examining in the Ithaca sewers the velocities with 
small depths, the author has found velocities of 0.98 
foot per second apparently carrying along the solid 
matter and requiring no more flushing than is usual. 
It would seem, then, that the stated velocities are not 
the actual flow velocities, but are those required at 
half-depth in order to get the needed velocities with 
the usual flow, the actual velocities needed being from 
I foot to li feet per second. 

The velocity required being known, it can only be 
secured by sufficient grade, and the minimum grades 
are those just sufficient to produce the velocities given 
above. By the rule of Latham, the larger the sewer 
the less need be the velocity and grade, but it assumes 
that the amount of flow is sufficient to keep the sewer 
flowing half full. 

Thus it is possible to carry away a definite amount 
of sewage either by a large pipe and a small velocity 
or by a small pipe and a correspondingly high velocity. 
According to Latham, the following sewers laid at the 
grades given will all have the same velocity flowing 
half full, but the amounts carried must be in the ratios 
of 100, 25, 4, and I : 

A sewer of 10 ft. diameter, grade .038 per cent 
" " " 5 " " " .076 " " 

« ,1 .( 2 « « « JJJQ « II 

" " " 1 " " '< .380 ii ^'-'i 
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The velocity required is therefore a function of the 
quantity as well as of the grade. 

For sewers flowing constantly, either full or half 
full (the velocity is the same at both points, increasing 
at a point -^ full to a maximum of 112 per cent), at 
a velocity of 2 feet per second, there are required, 
according to Kuttcr's formula, grades as follows 
(«= -013): 

6" 8" 9" 10" 12" 15" 18" 20" 24" size 
.7 .5 .4 .32 .22 .16 .11 .10 .09 grade 

Latham's tables, based on Weisbach's formula, give 
the following: 

6" 8" 9" 10" 12" 15" 18" 20" 24" size 
.34 .26 .23 .20 .18 .14 .11 .10 .09 grade 
— showing a lai^e difference for the smaller sizes as 
explained in the discussion of the two formulae (see 
page 146). 

Staley and Pierson say that a 6-inch lateral laid on 
a -j^ per cent grade works in a fairly saisfactory way, 
but Hering advises ^y per cent if possible. At 
Ithaca, where all the sewage has to be pumped and 
where all the sewers in the valley are laid on the 
minimum grade, the grades adopted were : 
6" 8" 10" 12" 15" 18" 20" 24" size 
.5 .5 .45 .40 .35 -25 -20 .20 grade 

Examination of the plans of engineers throughout 
the country discloses the fact that there is consider- 
able latitude in the grades adopted as the minimum, 
implying either that the knowledge of the grade 
needed for the minimum velocity given above is in- 
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definitCi or that ideas of what the minimum velocity 
is, vary. At the lower end of a main where there 
are no house-connections and where, should the sewer 
get blocked, backing up of the sewage would do no 
harm and would probably accumulate a head which 
would force out the obstruction, a grade or velocity 
less than those given might be tolerated. And at the 
upper ends of laterals where, although the amount of 
How is probably small, a flush-tank can be placed to 
wash out periodically whatever might form a stop- 
page, light grades can be used, however undesirable. 
Between these two extremities of the line, grades less 
than those given are unwise and a source of continual 
trouble. Advantage is sometimes taken of natural 
aids to get intermediate flushing, as proximity to 
some stream, or to breweries or swimming-tanks, and 
on this account the grades are lessened. The whole 
subject gives an excellent opportunity for experimen- 
tal work in sewers actually in use, and is open to much 
more enlightenment. 
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CHAPTER XI. 
DEVELOPMENT OF FORMULA FOR FLOW, 

The first attempts to discover the law by which the 
velocity of running water depends on the fall and 
cross-section of the channel is supposed to have been 
made in 1753 by Brahms, who observed that the 
acceleration which we should expect in accordance 
with the law of gravity does not take place in streams, 
but that the water in them acquires a constant 
velocity. He points to the friction of the water 
against the wet perimeter as the force which opposes 
the acceleration, and assumes that its resistance is pro- 
portional to the mean radius, H; that is, to the area 
of the cross-section divided by the wet perimeter, or 
v = CR VH. 

In 1775, Brahms and Chezy, the latter a celebrated 
French engineer, whose most famous work was the 
Burgundy Canal, made the next advance, and altered 
the relation between the velocity and the mean radius. 
These engineers are to be regarded as the authors 
of the well-known formula usually known as the Chezy 
formula, viz.. 



V? 



5= CVR.S; 
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or velocity equals a constant multiplied by the square 
root of the hydraulic radius and by the square root of 
the slope. 

Dubuat, 1779, undertook to determine experi- 
mentally some of the laws governing flowing water, 
and for that purpose he made an elaborate series of 
gagings of some French canals and of artificial chan- 
nels. His results are summed up in these two laws: 

1. The force which sets the water in motion is de- 
rived solely from the inclination of the water-surface. 

2. When the motion is uniform the resistance which 
the water meets, or the retarding force, is equal to the 
accelerating force. 

He also showed that the resistance is independent 
of the weight or pressure of the water, so that its 
friction upon the walls of pipes and channels is 
entirely different in its nature from that existing 
between solid bodies. 

Coulomb's investigations, a little later, indicated 
that the resistance offered by the perimeter of a 
channel is represented by two values, the first of which 
is proportional to the velocity, and the second to the 
square of the same. Upon this principle, de Prony 
based his formula 

in which a and d are constants to be derived from 
experiments. From thirty measurements by Dubuat 
and one by Chezy, de Prony found, for metric meas* 
ures, that a equals 0.000,044 ^1^ ^ equals 0.000,309. 
Somewhat later, Eytelwein, after comparing the above 
thirty-one experiments with fifty-five others by Ger- 
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man hydrauUcians, suggested that a should equal 
0.000,024 3nd i equal 0.000,366. 

This formula of Eytelwein is a familiar one, and 
reference is made to Proc. Inst. C, E., vol. XCIII. 
page 383, for extensive tables on sewer design, based 
upon it. 

Many authorities, seeking to simplify the expres- 
sion, held that it would be permissible to shorten the 
formula by neglecting the term a X v, which is very 
small for large streams especially, reducing the form 
to that of the Chezy formula again. 

For this modified formula the value of 6 is given as 
0.0004, later taken by Eytelwein as 0.000,386, and it 
has been much used in Germany and Switzerland until 
recently. It gives in metric units 

V = 50.9 VJi . S, 
and in English units 

T/ = 92.2 ^Ji.S. 
It was noticed, however, that while this formula 
agreed with the experiments for certain conditions of 
slope and velocity, it would not hold for others; so 
that, as an improvement, Ruhlman and Weisbach 
deduced from the same experiments varying values of 
the constant to correspond with the varying values of 
velocity. The following tabic gives the values of c 
varying with v as given by Weisbach. 
Table XVIII. 



ll.pcrKC. °-S "■* "■' "■' "■' °-' "■' '■'' '■= '■° '■'' '■" J"""-"'! 
Const. C= 79. S ji.6 n.i Bi.t Si. 6 S3.8 B4,6Ss-4 St<S 84.1 od.j ot.; ».e> 91.4 » 
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The table shows the values of c, for velocities com- 
mon to sewers, to lie between 89 and 91, which are 
undoubtedly correct for certain kinds of channels. 
But, as will be seen later, the physical conditions of the 
channel also atTect the values of c, so that, without 
knowing the conditions of the experimental channels 
on which these values of £ are based, the results are 
uncertain for general use. 

Baldwin Latham gives very elaborate tables based 
on these values of c, giving grades necessaiy to pro- 
duce velocities of from 2 to 10 feet per second in 
pipes flowing ^, i, i, and full, the pipes being both 
circular and egg-shaped. Similar tables are given 
for discharge. Except that diagrams are now so 
largely used, a reproduction of these tables with better 
values of v might well be made, for their convenience 
and general adaptability are remarkable.* 

According to Dubuat, de Prony, and all hydrauli- 
cians up to their time, differences in roughness in 
the wet perimeter, or irregularities in the direction 
of the stream, had no effect on the value of the 
coefficient. It was recorded by Dubuat that a layer 
of water adheres to the walls of the pipe or channel, 
and is therefore to be regarded as the wall proper sur- 
rounding the flowing mass. According to Dubuat's 
experiments the adhesive attraction of the walls 
seems to cease at this layer, so that differences 
in the material of the walls produce no perceptible 
change in the resistance. That this reasoning is not 

* The elaborate treatise on Sanitary Engineering, by Col. 
E. C. S. Moore, published early in iSqg. conlaxns such tables as 
are here suggested. 



Digrr^ibyGoogle 



DEVELOPMENT OF FORMULA FOR FLOW. I47 

good we now know; but since the early experiments 
on the value of the coefficient were made under con- 
ditions in which the wall-surfaces diHered but little, 
and since no new experiments were made until the 
middle of this century, engineers, however much con- 
vinced of the unreliability of these early formulae, 
were not in a position to construct a more accurate 
one. It was left to M. Darcy, Inspecteur G^n^ral 
des Fonts et Chauss^es, to whom the city of Dijon 
owes her excellent water-supply, to open the way to 
a better understanding of this subject. In the Dijon 
water-pipes M. Darcy noticed, as had been observed 
by others, that those pipes which presented the 
smoothest inner surface furnished the greatest quantity 
of water in a given time, or, in other words, that the 
greatest velocity was found in the smoothest pipes. 
He argued that a similar phenomenon must take place 
in open channels, and undertook to make a thorough 
and extensive series of experiments upon this point. 
By special authority of the government, he had con- 
structed near Dijon, on the Canal de Boui^ogne, a 
special canal 6 feet wide, 3 feet deep, and about 1850 
feet long. It received its water from the canal and 
discharged it into the river I'Ouche. The water was 
supplied by two reservoirs for constant head, and the 
amounts were measured by a series of carefully cali- 
brated weirs. The canal was furnished successively 
with different linings, viz., neat cement, i : 3 mortar, 
boards, brick, fine and coarse pebbles, and laths, nailed 
transversely to the direction of the current, .01 and 
.05 metres apart. The grades were varied from .001 
to .009 per unit of length. Besides these experiments, 
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all known data were collected and compared. Just as 
M. Darcy had completed these arrangements, most of 
them preliminary, he died, in 1 860, and the carrying on 
of the experiments and drawing up of the conclusions 
fell to his assistant, M. Bazin. It was the latler who 
arranged and conducted the gagings and extended 
them to several branches of the Canal de Bourgogne. 
\ who collected and digested the numerous results, and 
who has written an elaborate book on the subject 
embodying the results of years of investigation and 
sludy.* Bazin made two general deductions: 

1. The coefficient c of the formula for the deter- 
mination of the mean velocity in canals and rivers of ■ 
uniform flow varies with the degree of roughness of 
the wetted surface. 

2, These coefficients c vary much more nearly with 
R than with v. 

He further noticed a change in c corresponding to 
a change in s, but he did not consider it of sufficient 
importance to be taken into account. 

From his study and the knowledge thus gained 
M. Bazin established a new formula, making it ap- 
plicable to his experiments and having v change with 
the differences in the roughness by having four classes 
of surfaces, with special coefficients for each class, and 
putting every channel into one of these four classes. 
He takes the abbreviated formula of Eyteiwein, 

Rs = bv\ 
and makes the constant 



-ii,Gi:H)(^Ie 



DEVELOPMENT OF FORMULA FOR FLOW. 



v: 






To determine values of « and p, M. Bazi'n plotted 
for constant slope and constant roughness a series of 
experiments using formula in the form 

the _j'-ordinates being values of — ^ or ~„ and the x- 

ordinates, values of 5. a then gives the distance of 

the origin from the point where the K-axis is cut 
by the straight line, drawn as nearly as may be 
through the points; and /i is the tangent of the angle 
which the line makes with the -i"-axis. 

In this way four sets of coefficients were obtained, 
here given in English measure. 

I. Cement and carefully planed wood: 
a = .000,046; /S = .000,0045. 
II. Smooth ashlar, brick, and wood: 

a = .000,058; ^ = .000,0133. 

III. Rubble masonry: 

a = .000,073 ; /S = .000,0600. 

IV. Earth: 

a = .000,085; = .000,3500. 

V. Carrying detritus and coarse gravel: 
a = .000,132; ^ = .000,7000. 

The last class was added later by Kuttcr. 
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In his treatise M. Bazin says: " One must regret 
the substitution for a single simple formula of a new 
formula with variable constants in the coefficients ; but 
the indeterminate character of the coefficients is an 
inconvenience peculiar to the nature of the phenomena, 
and further progress in hydraulic theory can never 
remove it. There are, moreover, very few physical 
laws the formulated expression of which does not 
include like indeterminates." 

The experiments of M. Bazin and the coefficients 
derived from them are standards in hydraulic history, 
whose accuracy has never been questioned, and are 
to-day used throughout France in determining the 
velocity in open channels. Tables based on this 
formula are given by Flynn in his Hydraulic Tables 
(page 159). 

About the same time that M, Bazin was making 
these important experiments in France, Humphreys 
and Abbot were making their well-known experiments 
on the velocity of flow in the Mississippi River. They 
deduced the following formula: 

v~ f|/o.oo8iw(+ V 225^1 V'j— 0.09 *^«j ; 

where m = —, ' for small streams and m = 0. 1856 

for large streams. 

By experiments made more recently in which this 
formula has been tested, it has been proved to be not 
generally applicable, both from the fact that the limits 
of m are not wide enough and that the influence of 
slope as introduced Is not accurate. 

The variation in the velocities of different lamin<e 
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of the stream were, however, well brought out by the 
work on the Mississippi River, and the earlier results 
of M. Bazin verified. It appeared, especially from the 
later and more extensive wprk, that the velocities in a 
longitudinal vertical plane would form the abscissze of 
a parabolic curve with the axis parallel to the surface 
and at the depth of maximum velocity. This depth, 
when the air is still, is, according to the Mississippi 
work, about -^ of the entire depth below the surface. 
A wind blowing down-stream affects the shape of the 
parabola, bringing the axis nearly to the surface, so 
that the surface- velocity is the maximum velocity, 
while an up-stream wind drops the axis below the 
mid-depth. In the last case the bottom and top 
velocities were about the same, while the up-stream 
wind reduced the bottom velocity to about 90 per 
cent of that at the surface. 

It is to be noticed that before the construction of 
the Kutter formula the most advanced development 
of the primitive formula v = c VJiS was embodied in 
the formula of M. Bazin, who made the coefficient c 
vary with (i) the degree of roughness of the wetted 
perimeter, decreasing with the increase of roughness; 
(2) the value of the hydraulic mean radius, increas- 
ing with its increase; and (3) the slope, decreasing 
with its increase in large channels and increasing with 
its increase in small channels. 

It remained for Ganguillet and Kutter to combine 
all these variables into one algebraic expression for 
the value of c, a discussion of which follows in l(^cal 
order. 

Before taking up the discussion of the Kutter 
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formula, however, the two latest English formulte 
may well be noticed. The first, by Henry Robinson, 
was arrived at, says the author, by Mr. Edgar 
Thrupp, the author's chief assistant, and is said to be 
based on the results of direct experiments in sewers, 
made by himself and by a great many other observers 
during the last forty years and up to the present time. 
The formula is 

R' 
~ Ct^' 
where v is the velocity in feet per second ; 
H is the hydraulic radius; 

Sis the length of sewer in which it falls one foot; 
C is a coefficient of roughness; and 
X and n constants. 
The index jr, the rootw, and the coefficient C depend 
on the nature of the surface of the channel. For brick 
sewers in good condition the value of the index x is 
.61, n is 2, and C is .CM3746. For cement plaster C is 
.004, « is r.74, and x is .67. A diagram given at the 
end of the book on "Sewage Disposal," by Mr. Robin- 
son, allows velocities and discharges to be read directly. 
The other English formula, Santo Crimp's, is given 
as 

v= 124 V^X V'S; 
the same meaning being given to the letters, except 
that 5 is the fall divided by the length. It would 
seem that, with no possible variation for the coeffi- 
cient, this formula could not equal the others in 
accuracy, though it is suitable for conditions similar 
to those upon which it was founded. 
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CHAPTER XII. 

KOTTER'S FORMULA. 

In the endeavor of Ganguillet and Kutter to con- 
struct a new formula which by proper variation of its 
constants should be applicable to all streams, small as 
well as large, to pipes as well as to rivers, the original 
Chezy formula was used as a basis. The way in which 
their complicated formula was made up is here roughly 
outlined, both to indicate more clearly the meaning 
of and reason for its terms, and also to show a method 
by which other empirical formulee can be constructed. 
Their method was to assume and demonstrate that 
the value of " c" would be best formulated by an 
expression of the form used by M. Bazin, but into 
which the element of roughness should be introduced. 
M. Bazin's formula was 



or, making i/a equal y and /?/« equal x, it would read 

/- 
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Ganguillet and Kutter at first thought that^ could 
be made constant, that is, independent of roughness, 
which would be made a function of x, equal to n.y, 
or».y, etc. To check this assumption and at the 
same time find the value oi y, a number of the gagings 
of Bazin were selected and curves drawn with values 
of l/ V^ for abscissas and \/c as ordinates. Average 
lines were then drawn through the points thus plotted. 

Then, since the expression c, equals , can be 



transformed by taking the reciprocal of each side, the 
expression becomes 

or it has the form of an equation of the first degree 
and of a straight line in which if values of l/c are 
plotted as ordinates and of i/ ^R as abscissa, then l/y 
must be the constant term and x/yX'ht tangent of the 
angle of inclination. If i/y is constant, it will appear 
by all the lines passing through the same point on the 
axis of _y. Far from doing this, the lines plotted cut 
the axis at points unmistakably far apart, and the 
divergence was especially noticeable when small flows 
with steep grades and large flows in rivers with low 
grades were compared. It seemed then that, in the 
formula, y must be made a variable as well as x. 
After repeated trials to get the plotted points to agree 
with the curves drawn by the formula, y was made 

equal to n -j — , and x to a . n, so that C equals 
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the above values or relations being determined by 
series of gagings made with the same slope as nearly 
as possible. Up to this point in the development, 
€ had been made to vary with R and with n, and it 
remained to make it vary with .S. It was known from ' 
the experiments of Bazin and from those of Humphries 
and Abbot that it must be brought in in such a way 
that c would increase as the slope decreased for large 
rivers, and would decrease as the slope decreased for 
small channels and pipes. In other words, there must 
be a point or a certain value of ^ or a certain sized 
stream in which the slope had no effect on c, but that 
for that size the value of 5 could increase or diminish 
without affecting the value of c. From the available 
data a series of points were plotted with values of c 
and R as variables, and all with the same slope as near 
as possible. In this way a series of lines were obtained, 
each representing a certain slope, and it was found 
without doubt that they intersected at a point whose 
value for i/ VR was one metre approximately, or whose 
value of l/c was .027 in metric units. The element 
of slope was introduced, arbitrarily, by making^ equal 
to a + l/n + »»/5; then, preserving the relation 

X = ny — I, X was made equal to \a + fJ"- Then, 

to determine the values of /, points were plotted from 
streams whose value of 1/ VR was 1, and the roughness 
of whose channels was similar, and the value of /was 
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found to be i.oo. Then, to get a, points were 
plotted with values of i/S as abscissa and of y as 
ordinates, and the point where the line intersected the 
axis gave a equal to 23, and m, or the tangent of the 
angle, equal to .00155. The constants a, I, and »« 
being determined, it remained to find values of n for 
different channels. This was done by again plotting 
points of actual gagings for different streams and find- 
ing corresponding values of «. In this way the values 
were found to range from .009 to .040, 

To sum up, then, from the original formula 

in which c equals 



where y equals 
and where x equals 




n metric units, 



VR.S in English units. 

7r 
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The values given for n are as follows: 

I. Channels lined with carefully planed boards or 
with smooth cement o.oio 

II. Channels lined with common boards or surfaces 
carefully plastered with cement-mortar, one third 
sand, in good condition, also for iron, cement, and 
terra-cotta pipes, well jointed and in best order, and 
for other surfaces equally rough on 

III. Channels lined with unplaned timber or rough 
cement-mortar 012 

IV. Channels lined with ashlar and well-laid brick- 
work, ordinary metal, earthenware, and stoneware 
pipe in good condition but not new, cement and terra- 
cotta pipe not well jointed nor in perfect order, 
plaster, and planed wood in imperfect or inferior con- 
dition, and other surfaces equally rough 013 

V. Channels in rubble masonry 017 

VI. Channels in earth; rivers 025 

VII. Streams with detritus 030 

The unwieldy nature of the formula given above 
has led to almost general use of graphical methods of 
solution. In the first notice of the formula i 1 the 
Swiss exhibit in Philadelphia, 1876, there was shown 
with the printed exposition a diagram familiar to us 
in its English units, by means of which c could be 
graphically determined. It is printed in the back of 
the translation of Kutter's book by Hering and 
Trautwine, and can be found in some of the pocket- 
books. Mr. Hering in his translation gives tables for 
X and jf, by means of which the diagram can be re- 
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plotted at any time. Similar tables are given in Jack- 
son's translation. 

But even with this diagram to aid in finding c, 
several algebraic reductions need to be made before 
the real purpose of the formula, that is, the value of v, 
is known. Trautwine in his pocket-book devotes four 
pages to tabulating c for different values of j, R, and 
«, when values of v might have been given. After c 
is known the square root of the product of R and s 
must be multiplied by c to get v. 

In volume Vlll of the Transactions of the Am. 
See. C. E., page I, Mr. Hering gives a method by 
which the velocity can be at once read from the dia- 
gram constructed for c. His reasoning is very simple. 
The equation 

can be written 

V _ c 

'7r~ VT/i' 

or the four terms are in a simple proportion, so that . 
by plotting the values of c and of Vi/s on one side, 
and of V and of VR on another side, of an angle, the 
corresponding relations will be represented by similar 
triangles. In Ku tier's diagram the coefBcients i^ are 
already plotted on the vertical and the values V^ on 
the horizontal axis; by plotting an additional scale of 
grades on the former and of velocities on the latter 
axis the graphical solution is complete by merely 
drawing parallel lines. The article referred to gives 
the diagram with tabulated values of x and^, and of 
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the relation of V\/s to^, or the grade per hundred. 
Several numerical examples are also given. 

But even this graphical determination of v is not 
enough. In sewer-design, except at the limits, the 
value of V is useful only as it enters into the value 
of Q. A diagram, then, to be thoroughly useful should 
give at once the value of Q from the physical data, 
viz., slope and size of pipe, and the next chapter is 
devoted to the construction and use of such diagrams. 
It remains in connection with Kutter's formula to 
mention the set of tables which, except in the form 
of a graphical diagram, give the formula most con- 
veniently for use. Reference is made -to Flynn's 
tables, published as Nos. 67 and S4 of Van Nostrand's 
Science Series. These are made possible in their form' 
by establishing the fact that, within the ordinary limits 
of use for pipes, sewers, and conduits, the value of s 
affects the value of c almost not at all, and therefore 
s may be taken as constant, c then varies only with 
R and n. Tables are calculated for any one value of 
«, values of c being given for values of R. Instead 
of tabulating the values of c, however, it is noted that 
the equivalent of Q, viz., Ac VR. s can be broken up 
into the two factors Ac VR and Vs, and the value of 
V can be taken as the product of c VR and \^s. 

Further, since for pipes flowing full the value of R 
is proportional to the diameter of the pipe, diameters 
are written instead of values of R\ the tables then 
give (for a certain value of ») diameters of pipes from 
5 inches up to 20 feet, and for those diameters the 
corresponding values of A, of R, of c VR, and of 

acVr. 
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For any slope, its square root, given in another 
table, multiplied by c t^^fi or A . c VR for the desired 
diameter gives the resulting velocity or discharge. 

No. 6y gives tables for circular sewers from 5 inches 
to 20 feet in diameter with n = .015 ; tables for egg- 
shaped sewers (old form) i' X i' 6" to 12' X 18' 6" 
flowing full, two thirds full, and one third full, with 
K = .015; tables of s and ¥s, ranging from i = i in - 
4 to J = I in 2640, or from 25 to .028 per cent. 

No. 84 gives, with other tables and discussions, 
tables for circular pipes flowing full, the diameters 
ranging from 5 inches to 20 feet, and with values for n 
of .011, .012, and .013, A table of slopes is given 
varying from s = I per cent to s = .053 per cent, de- 
creasing by small amounts, so that the table is very 
convenient. 

To illustrate the use of Flynn's tables the following 
examples are given, using No. 84: 

1 , What are the velocity and discharge of an 8-inch 
sewer flowing full on a grade of .4 per cent, « being 
assumed at .013 ? 

From the table for n = .013, and for a value of 
d= %, c VR is 31.00 and ^c VR is 10.822. From a 
table of square roots, Vs is .06325. Then v equals 
31.00 X ,06325, or 1.96 feet per second, and Q is 
10.83Z X .06325, or .68 cubic foot per second. 

2, What will be the size of sewer required to carry 
off a flow of 3.6 cubic feet per second, the grade being 
,125 per cent, k being taken at .G13 ? 

From the table for « =; .013 a value of A-c VR must 
be found which multiplied by V.0012S shall equal 
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3.6. This is 3.6 divided by. 0354, or 101.7, which 
corresponds to a diameter of i foot 6 inches, the value 
required. Similarly the velocity will be the product 
of c Vk found in the same line, or 57.80 X .0354, 
that is, 2.05 feet per second. 

3. On what grade must a 24-inch pipe be laid to 
secure a velocity of 2.5 feet per second, n being taken 
at .011 7 

From the table for « = .011, and a diameter of 24 
inches, c VH is found equal to 87.36, which multiplied 
by Vs must be 2.5. Vs is therefore .0285, and s, 
.0008, or .08 per cent. 

4. What grade is necessary to discharge 8.5 cubic 
feet of sewage through a 20-inch pipe, and what will 
be the velocity, n being ,012 ? 

From the table for n — .012, and a diameter of 20 
inches, Ac ^fR is 150.61, which multiplied by Vj must 
be 8,5 ; V} must therefore be .05637 and s is .00267, 
or ,267 per cent. 

In using Kutter s formula, or tables or diagrams 
prepared from it, it must be remembered that the 
resulting value of v depends, even with known values 
for s and R, upon the judgment of the engineer in 
selecting the proper value for n. Kutter gives a value 
of .01 1 for cement and terra-cotta pipe in good con- 
dition, and .013 for stoneware pipe in good condition 
but not new, and for cement and terra-cotta pipe not 
well jointed. These values, from experiments made 
by the author in pipe sewers, seem to be true only for 
perfectly clean pipes; and whenever accumulations of 
silt occur, or in pipes with any projecting cement, 
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these values are too small. Probably 
.013 for pipes and .015 for brickwork 
would agree more closely with actual 
sewer-gagings than the values given 
above. 

It may, however, be well to note 
that there is some evidence tending 
to show that the values of n as just 
given are not constant, but change 
with the depth of flow. In a thesis 
by Glenn D. Holmes written in 1897 
under the direction of the author, 
are given some values of n found 
experimentally for sewer-pipe on 
different grades. The values found 
T varied from .007 to .021 for the 
2 differing grades(.56 to 2.51 percent) 
and for the varying depths. As the 
depths increased in the experiments, 
reaching the half-full point as a limit, 
the values of n were increased for 
the higher grades and decreased for 
the lower, with the evident meet- 
ing-point at n = .013, agreeing with 
the common assumption. Further 
experiment in this direction would 
seem desirable. 

As a convenient and ingenious 
method of finding values of Q from 
the grade and size of pipe, " Colby's 
Sewer Computer " is of value. Based 
on Kutter's formula, with n ^ .013, 
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the logarithms of the grades, discharges, and diam- 
eters are laid off on the rule and runner, so that by 
proper setting of grade and diameter the discharge can 
be at once read off. No velocity is given, although 
the runner could have additional divisions for this 
purpose. The rule is shown in Fig. 31. 
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CHAPTER Xni. 
SEWER DIAGRAMS. 

While the earlier formulie were not so complex 
that their solution was especially tedious, the later 
ones, and especially Kutter's, are of that nature. It 
is therefore not only in keeping with the general ten- 
dency of the times to reduce all computations to 
gfraphic or other approximate and time-saving methods, 
but it is almost a necessity if the formulae are to be 
, of practical use. 

Diagrams, to be of service, must fulfil the following 
conditions: they must deal directly with the quanti- 
ties of interest, not with some function of those quan- 
tities; they must be on a scale large enough so that 
the error of reading may be within the allowable error 
of the result; they must be equally serviceable for all 
sizes, velocities, etc. ; they must be so constructed as 
to give well-defined intersections at all parts. An 
advantage of the diagram, besides the time and labor 
saved, lies in the possibility of comparing of the 
quantities involved, and this should not be over- 
looked. 

The diagrams that have already been printed may 
be divided into two classes: first, those based on 
Latham's tables or Eytelwein's formula; and second, 
164 
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those based on Kutter's formula or on modifications 
of it, such as Flynn's tables. 

Of the first class may be cited the extensive dia- 
grams of Mr. W. T. Olive printed in the Proc. Inst. 
C. E., vol. xcill. page 383, very elaborate and com- 
plete and models of the sort. 

In the same publication, vol. XCVI. page 268, are 
diagrams giving discharges as before, and also giving 
the relations between the velocities and discharge at 
different depths in both circular and egg-shaped 
sewers. 

The diagrams in the ' ' Separate System of Sewage, ' ' 
first edition, by Staley and Pierson, are made up fiom 
Latham's tables, and the difference between these 
values and those from Kutter's formula arc well 
shown in the second edition, where Kutter's lines are 
printed in red on the same plate. 

Among the diagrams compiled by J, Leland Fitz- 
Gerald, reprinted on a plate in Baumeister's " Sewer- 
age " (First Edition), is one also based on Latham's 
tables, giving the discharge of circular and egg-shaped 
sewers. {Engineering News, vol. XXIV. page 2I2.) 

The first diagram based on Kutter's formula was 
that published in the Trans. Am, Soc, C, E., vol. 
VIII. page I, by Rudolph Hering, and reprinted by 
the Society for general use. It has discharges for 
ordtnates, and slopes in feet per hundred for abscisss. 
The intersecting curves are those for velocities and 
diameters, and a separate sheet is required for dif- 
ferent values of n. One such sheet (n = .013) is given 
in Engineering News, vol, XXXII. page 449. 

A diagram computed by Mr. Moore of St. Louis is 
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given in the Journal of the Association ot Engineer- 
ing Societies, vol. v. page 360, whose ordinatcs are 
diameters, and abscissas discharges in cubic feet per 
second. The intersecting curves then are velocities 
and grades, given in. fall per hundred feet. This I5 
not as well adapted for use as the first, both in that 
the intersections arc more oblique and that in order 
to read for small pipe a supplemental diagram of the 
corner has to be redrawn on a larger scale. 

In the Engineering News for August 11, 1892, (vol. 
XXVIII. page 127,) is a carefully drawn diagram by 
Professor Talbot of the University of Illinois. Here 
the discharges were made ordinates, and the gradients 
in per cent the abscissse. The square roots of the 
gradients were plotted instead of the gradients them- 
selves, and in order to get better intersections the axes 
of the diagram are inclined towards each other. The 
line of equal diameters becomes a straight line, and in 
order to get the 6- and 8-inch pipes on the diagram 
their discharges are made ten times the true value. 
The diagram is supplemented from its largest size, 
24 inches, by Mr. F. S. Bailey, and is published ip 
Engirieering News, vol. xxxii. page 403, the con- 
struction being as before except that the value of « \9 
taken at .015. 

A rather complicated set of formulie has been pub- 
lished by Messrs. Adams and Gemmell {^t:^ Engineer- 
ing News, vol. XXIX. page 396) for sewers from 
6 inches up to 5 feet in diameter. All the values are 
kept in one diagram by placing one part of the 
diagram to a certain scale over another part already 
drawn to a larger scale, and by reading ordinates for 
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one part of the diagram on one side and for another 
to a different scale on the other. The result is a very 
compact diagram, but one likely to lead to confusion. 
These are the diagrams given in the very convenient 
"Sewerage Engineer's Note-Book" by Albert Woll- 
heim, London, who thinks them the "most handy 
diagrams yet printed." 

In the Paving and Municipal Engineer, vol. Vll. 
pages 116 and 119, are two diagrams by John W. 
Hill. 

All the diagrams consider the four quantities, size 
of pipe, velocity of flow, grade, and discharge, while 
the element of roughness is left out, considering that 
it is the same for all the quantities included in the 
diagram; and if, as when the sewer changes from 
pipe to brick, it is necessary to change «, another 
diagram has to be made. It is possible to construct 
a diagram having any two of the above quantities 
as ordinates and abscissae, while the other two quanti- 
ties appear as curves crossing the axial lines, and 
each other at various angles. Further variations can 
be made by constructing the diagrams in parts, each 
to a different scale; by using a logarithmic scale 
for one or both axes; by laying off, instead of the 
diameters or the corresponding values of R, the values 
of the square root of R. The grade may be expressed 
and drawn in per cent, in feet per mile, or in number 
of feet for a fall of one foot. Separate diagrams have 
to be prepared for brick sewers and for pipe, for cir- 
cular sewers and for egg-shapes, so that for complete- 
ness three diagrams, however made, should be 
provided. 
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The diagrams in Plates 3, 4, and 5 are given with 
the idea that they will serve ail purposes of actual 
design. The abscissa are grades in per cent, and the 
ordinates discharges in cubic feet per second; the 
logarithms of both quantities being plotted instead 
of the numbers themselves. The advantage of this 
method of plotting, shown in the good' intersections, 
is evident. 

The diagram shown in Fig. 32 is given as being 
convenient for laying out laterals. By its use the 
greatest length possible for a 6-inch pipe flowing full 
to be laid for contributing house-drains can be read 
off at once. As the diagram shows, the first argu- 
ments are the width of lots and the probable number 
of persons per lot. This is changed into the number 
of persons for one hundred feet of sewer and com- 
bined with an assumed number of gallons per head 
per day. This gives gallons per hundred feet of 
sewer, which, taken with the grade of the sewer, gives 
gallons capacity of length of sewer, to which the 
assumed contribution is made. A similar diagram can 
easily be made for 8-inch pipe. 
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CHAPTER XIV. 
USE OF DIAGRAMS. 

In order to understand better the use of Kuichling's 
method for determining the amount of rain-water to 
be considered and the proportion of the fall reach- 
ing the sewers, the following hypothetical example is 
given of its use in Ithaca, N, Y., the plan of which 
city is given on Plate I. 

It is assumed that the surface-water above Eddy 
Street will be taken care of by a drain discharging 
from the end of that street into Six Mile Creek, and 
that all the storm-water falling on the area between 
Eddy Street and Aurora Street at the foot of the hill 
is to be taken care of by a drain running from State 
Street north to Cascadilla Creek. Evidently three 
main laterals will lead into this drain; one coming 
down the hill on State Street, one on Seneca Street, 
and one on Buffalo Street; while a fourth line, smaller 
than the others, will enter from Mill Street. 

To determine the rate of rainfall the duration neces- 
sary for a maximum flow at the outfall is necessary, 
that is, the length of time for rain to get from the 
upper end to that point. The point farthest from the 
outfall is at the corner of State and Eddy streets, and, 
scaling from the map, it is 2375 feet to the corner of 
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Aurora and State streets and 132; feet on Aurora 
Street to the creek. Down the hill the average grade, 
from the contours, is about 7 per cent, and if we 
assume a 12-inch pipe, according to the diagram on 
Plate 3 the velocity will be 10 feet per second. That 
is, it will take water about 2375 -^ 10 = 237 seconds, 
or four minutes, to reach the bottom of the hill. 

On the fiat there are 1720 feet, and the velocity 
will be that due to a fall shown by the contours to be 
10 feet in that distance, a .58 per cent grade. 

By the diagram on Plate 4. assuming that a 3-foot 
pipe will be needed, we find the velocity to be 6 feet 
per second, so that it will take 254 seconds, or a little 
more than 4 minutes, for the water to get to the creek 
— a total time from the farthest point of 8 minutes. 
Adding 3 minutes for the time necessary after the 
storm starts for the rain to reach the gutters and 
catch-basins, the duration of the storm which will 
give a maximum discharge is 11 minutes. 

Now consulting Kuichling's diagram. Fig. 5, we 
6nd the maximum rate of a storm lasting 11 minutes 
to be 3.18 inches per hour. 

We assume, then, that there is a rain falling at 
the rate of 3.2 inches per hour which is to be cared 
for, and note that by the topography no water from 
the upper side of Eddy Street or above will enter this 
drain; and that as the velocity is high and the build- 
ings are residences, so that a temporary filling of the 
gutters will not be an annoyance, the pipe need not 
begin until the water has reached the corner of 
Stewart Avenue and State Street. At that point 
there is a contributing area, scaling it from the map, 
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of 1750 X 580= i.ois.ooosquare feet, or23. 3 acres. 
An inch an hour is practically the same as a cubic foot 
per acre per second, so that the discharge from these 
23.3 acres will be 23.3 x 3.2 = 74.5 cubic feet per 
second, provided it all flows off. The area has a pop- 
ulation of about 25 per acre, and, by the table given 
on page 61, 25.3 per cent of the rainfall will flow off. 
74.5 X 25.3 equals 18.8 cubic feet per second, or the 
amount of run-off to be cared for by the drain at that 
point. It may be noted here that on steep hillsides 
5 to 10 per cent is sometimes added, but as this area 
is entirely unimproved and likely to remain so, hav- 
ing a large proportion of lawn and no paved streets, 
nothing need be added. 

By diagram on Plate 3, to discharge 18.8 cubic feet 
per second on a grade of lo per cent, which the hill 
from this point down is seen to be, will take a 1 5-inch 
pipe which will run to Spring Street. Here an area 
of 540,950 square feet, or 12.4 acres, discharging 25.3 
per cent, adds 10. o cubic feet per second. By the 
same diagram, this will require a slightly latter pipe, 
but the grade being a little heavier the 15-inch pipe 
is allowed to stand. At the foot of the hill, 400 feet 
from Aurora Street, the grade changes to 0.5 per cent, 
and on this grade a 30.inch pipe is required, which 
will run the 400 feet to the corner. Here the drain- 
age of 7 acres, or 5.6 cubic feet per second, enters, 
making 34.4 cubic feet in all. On the same grade of 
0.5 percent this takes about a 33-inch pipe. At 
Seneca Street will enter the water from the area 
between Seneca and State streets and west of Stewart 
Avenue. This amounts to 1 1.2 cubic feet per 
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second, making 45-6 in all, requiring a 39-inch pipe. 
At Buffalo Street the contributing area is 13.7 acres, 
or 10.9 cubic feet per second, making a total of 56.7 
cubic feet, requiring a 42-inch pipe. On account of 
the amount of sediment brought down the hill, and 
the large deposits where the velocity is so retarded, 
it will be wise to increase the pipe from here to 
the creek, making it 48 inches for the remaining 
distance. 

Reviewing the velocities, the farthest point is at the 
corner of Quarry and Buffalo streets. From here to 
State Street, with a grade of 6 per cent, the water 
flowing in an open gutter will have a velocity of about 

9 feet per second, requiring, for the 1085 feet, 120 
seconds or 2 minutes. Still flowing in the gutter it 
■will take about three fourths of a minute more to 
reach Stewart Avenue. In the 15-inch pipe on the 

10 per cent grade the velocity is between 12 and 15 
feet per second for 300 feet, adding a quarter minute, 
or 3 minutes in all. For the remaining distance the 
time will be 6 feet per second, requiring nearly 5 
minutes more, or 8 in all. This agrees with the time 
assumed, and therefore a second rate of rainfall based 
on this time just found will not be necessary. 

For a possible maximum with a shorter storm, if 
the Buffalo Street lateral is considered, it will take 
only about 6 minutes for its water to reach the out- 
fall, including the time necessary for the water to 
reach the gutter, and the corresponding rainfall is 3.4 
instead of 3.2 as used before. For the limited area 
drained by this lateral it is plain that there can be no 
maximum flow brought down by this pipe. 
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To illustrate the method of determining the sizes 
of pipes for domestic sewage, assume that it is required 
to find the size for the Northern Main in the city of 
Ithaca, that is, the pipe coming directly to the pump- 
ing-station and taking the sewage from the region 
north and east of Cascadilla Creek. According to the 
map this is an area of 138 acres, and is populated at 
the rate of about 30 per acre. The area taken is all 
that can ever drain into the system, and represents all 
the future population in the district. The population 
to be considered is 4140. After studying the water- 
supply it is assumed that a future provision of 70 
gallons per head per day should be provided, that is, 
an average daily flow of 289,800 gallons. If half of 
this is supposed to flow off in 8 hours, the rate of flow 
in those hours will be 18,110 gallons per hour, or 302 
gallons per minute, equal to 40 cubic feet per minute. 
A knowledge of the territory will justify the assump- 
tion that fully 2 miles of the pipe-line will be covered 
with ground-water, which, at the rate of 20,000 gallons 
per mile per day, will add 4 cubic feet per minute to 
the flow, making 44 in all. By the topographical 
conditions the grade will be the minimum, and will 
be determined by the requirements of velocity. 
Looking on Plate 3, we find that for 44 cubic feet per 
minute, with a velocity of 2,0 feet per second, a 12- 
inch pipe is required. This pipe will run from the 
lower end to the first lateral, where the volume of flow 
will be diminished by the amount there contributed. 
The smaller pipe is continued until the next lateral is 
reached, and so on. 

It is to be noted that while the size of pipe as just 
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taken is calculated so that the estimated flow will fill 
the pipe only half full, this factor of safety is not 
always necessary, and in the lower ends of large mains, 
where the flow is large and comparatively constant, 
the size of pipe as determined for the exact flow is 
taken, or the pipe increased by one or two sizes only, 
as it is evidently bad engineering to require the ex- 
penditure of a lat^e amount of money unnecessarily. 
In studying the grades and sizes for a city, various 
ways of tabulating and simplifying the large amount 
of computation can be devised. The relative effect 
o! the grades of one line on another is best seen by 
plotting the profiles one above another so that the 
lower end of every lateral is in a straight line directly 
above the starting-point. 
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CHAPTER XV. 

SEWER-PLANS. 

The location of the outfall is the prime element 
among the factors brought together to decide how the 
mains and laterals of a city shall be arranged. The 
outfall itself, leading to the place of disposal, is located 
to agree with the method of disposal chosen, a discus- 
sion of which is not here taken up. The outfall may 
lead to the seashore, to the banks of a stream or lake, 
to broad farm-lands for irrigation, to a well-adapted 
area for filtration, or to some low out-of-the-way 
place for chemical treatment. If the place of dis- 
posal is the sea, tides, currents, and winds largely 
determine the location of the outfall. IE onto irriga- 
tion-fields, the sewage must be taken wherever suit- 
able land is available, whether down the valley from 
the town or on the top of a hill above it. The filtra- 
tion-area must be chosen where proper soil is to be 
found; unless the area is artificial, when it can be 
placed more advantageously as regards distance and 
grade. If chemical treatment is to be practised, only 
enough land for the buildings and tanks is necessary, 
and a location to which the sewage can be led by 
gravity should be obtained if possible. Thus the posi, 
tion of the outfall is not in all cases to be decided by 
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the topography, but is conditional on the final disposal. 
However, when the sewage is to be turned into a river 
or lake, the valley lines to the shore are usually fol- 
lowed. If the combined system is used, provided the 
sewage has to be treated or led away from the nearest 
point of the river to a point farther down-stream, it 
is usual to let the storm-water overflow into the river, 
while the house-sewage is carried along to the desired 
point. This is done by automatically arranged out- 
lets. By an ingenious device the height of the over- 
flow-weir is so arranged that the overflow begins to 
discharge when the amount of dilution has reached 
that point previously decided to be allowable. It is 
advisable, and these relief-outlets make it practicable, 
to discharge the storm-water at as many points as 
possible, keeping the size of the storm-sewers small, 
carrying the water on the streets as long as possible 
and avoiding the pouring of a large mass of water and 
sediment into the river at one point. 

The outfall being located, it is possible to arrange 
the mains and laterals according to one of five sys- 
tems;* and although there may be combinations of 
these, so that it is sometimes difficult to recognize the 
system adopted, yet in the first study of the topog- 
raphy it is advisable to keep these separate arrange- 
ments in mind. 

(A) Perpendicular system. When the city lies on 
the bank of a lai^e river or bay, as New York, Phila- 
delphia, or Portland, Me., where the volume of flow 
in the stream or the change of water at each tide is 

* Bsnmeisier. 
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sufficient to keep the sewage diluted so as to be in- 
ofTensive, the only aim is to get the sewage into the 
water by the shortest path. In this we have what is 
called the perpendicular system (Fig. 33).* The mains 
follow down the beds of the separate valleys with 
laterals running from the ridge-lines between. There 
are as many mains as there are subordinate valleys, 
the grades are the best possible, and the sections of 




Fig. 33. 
the sewers are small. Wherever a flat area is adjacent 
to the stream, and sewers from higher land must cross 
this to reach the water, it is possible that in heavy 
rains the low land may be flooded from the gorged 
sewers; this, however, is a question of the design and 
can be avoided. 

(B) Intercepting system. If the stream is not 

* Report of Ihe Nalional Board of Health, 1E81, page 117 et leq. 
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large enough for satisfactory dilution and the sewage 
has all to be carried to a single point for treatment, 
or if the river-water is used for domestic purposes, so 
that the sewage has to be carried down-stream below 
the intake of the river-water, then the ends of the 
mains of system " A " are picked up by an intercept- 
ing sewer, the combination making the intercepting 
system, Fig. 34. This is sometimes an after-thought 
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Fig. 34. 
(as in Milwaukee and Chicago), in which case the dif- 
ferent elevations of the main ends makes the construc- 
tion of the intercepting sewer very difficult. The first 
system can always be designed so that, when the 
necessity occurs, the interceptor may be put in with 
the elevations of the mains properly adjusted. This 
large sewer is usually expensive to build, being in the 
lowest ground, often below the stream-levcl, in gravel 
or soft mud. Besides preserving the stream from 
pollution, it has the further advantage of allowing all 
the sewage to be brought to one point for pumping 
in case this is necessary, so that one large pump can 
take the place of several small ones. 
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(Q Zone system. In case the sewage has to be 
pumped it may happen that a large part of the con- 
tributing territory is high enough so that the sewage 
from that part will flow to the outfall by gravity, and 
in this case the sewers may be arranged to form the 
Zone system, that is, a double intercepting system. 
An intercepting sewer is laid nearly following a con- 
tour so that it may discharge all the sewage from the 
land above it to the outfall by gravity, while the sec- 
ond interceptor collects only that part of the sewage 
which would in any case have to be pumped (Fig. 35). 




Fig. 35. 
The advantages are the reduced amount of water to be 
pumped, the decreased probability of flooding the 
lowest part of the city, and, in the case of land-dis- 
posal, the possibility of using the sewage at the place 
of treatment at different levels, as is done in England 
at some of the irrigation>areas. In this case, as in 
" B," the sewers leading Into the interceptors may be 
arranged according to the perpendicular system or to 
the fan system. 

(D) Fan system. In this the mains radiate from 
the outfall to serve different parts of the city, each 
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main having its own branches and laterals (Fig, 36). 
Whether this or the perpendicular system is used will 
evidently depend on the topography and on the re- 
quirements of the outfall. 

(E) Radial system. In this system, of which Berlin 
is the only city offering a good example, the sewage 
is cared for at a number of points in the circuit of the 




outskirts, and the sewage is brought to these points by 
different mains. The drainage is thus from the centre 
outward in several directions, and the sewage is cared 
for on filtration areas in these several localities (Fig. 
37). Baumeister notes the great advantage of this 
method in that the sewers in the centre of the city 
are laid after that part is built up, so that there is 
little possibility of the section growing and needing 
larger sewers, while the part on the outskirts which 
will grow is near the pumping-stations or disposal 
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works and can be served at comparatively small cost 
and without interference with the rest of the system. 
In the other systems, as the outskirts away from the 
outfall grow, the whole system must be increased, the 
intermediate lines being designed to carry off only the 
amount first considered. 




Fig. 37. 



Many combinations of these systems occur, and the 
outlines given are to be considered only as guides to 
judgment in the individual case. The arrangement 
and combination must be adjusted to the topograph- 
ical conditions. In the intercepting system, if there 
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are a number of subordinate mains and one of those 
farthest up-stream is low, it follows that the inter- 
ceptor in order to take the sewage from this and still 
have a grade down-stream must at the last contributing 
main reach a point much lower than otherwise neces- 
sary. A small auxiliary pumping-station may some- 
times be introduced to care for the sewage from the 
single low main and so reduce the entire cost of con- 
struction. In the new intercepting sewer for Chicagp, 
where the depth is determined both by the depths of 
the present mains and by the requirements of grade, 
tunnel-work is resorted to as being cheaper than open 
cut, and large intermediate pumping-plants are re- 
quired to avoid excessive depths at the outfalls. 

When possible, the laterals should be laid to reach 
the mains in the shortest path, though topographical 
conditions do not always admit of this. In Fig. 38 




it is more expedient to build two sewers from c to 
the water at a and b than to take the sewage from 
the whole area from d, both because the grades would 
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be greater from the centre both ways than from water 
to water, and because the longer sewer would require 
greater size and greater depth of cutting. Where 
there are a number of laterals and lines of equal size 
it is best to combine them into a main as soon as 
possible, rather than to have a number of lines of 
about the same capacity. In algebraic terms, it is 
cheaper to build a single line of nx capacity than to 
build K lines of x capacity. 

Figs. 39 and 40 illustrate the point, the length of 



Fig. 39. 

the sewers being the same in both cases; but as the 
length of the small laterals is greater and that of the 
mains less in Fig. 40 than in Fig. 39, the latter is the 
more economical arrangement. Further, the laterals 
will have a better grade, that is, the grade will be 
placed where it is most needed, this resulting from 
the fact that, since the main in Fig. 39 is larger than 
that in Fig. 40, it will not require as great a grade for 
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the same velocity. Compare also in Fig. 41 the two 
sides of the diagram, illustrating two ways of laying 
out the pipes. 

On the other hand, in order to maintain in the 
sewers as uniform a velocity as possible, and in order 
to avoid deposits, wherever the sewage from a hillside 
discharges into a flat it is better to carry the sewage 
along contours than perpendicular to them. This will 
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2 the length nor, as a rule, the sizes of the 
cc every street must have a sewer, and 
since where this arrangement is desirable the grades 
are ample for an almost indefinite length. In the case 
of storm-water, the circuitous path has the further 
advantage that the gradual accumulation of storm- 
water in the lower parts of the city will not require 
such large sewers as if the sewage were brought down 
in the short time required on the steepest streets. 
Other points that may be noted are as follows : 



Cookie 
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Since manholes or flush-tanks are usually built at 
the ends of laterals, it is often possible to run the ends 
of two laterals into the^same manhole, thereby saving 
the cost of one manhole and flush- tank, though increas- 
ing the length of the sewer. The comparative cost 
is here to be considered, though the single manhole or 
flush-tank probably gives better ventilation. 



\ 







Fig. 41. 

It is generally recommended that, since the flow of 
air is along the top of the pipes, wherever the sizes of 
the pipes are changed the smaller pipe be raised 
enough to bring the crowns of the pipes on a con- 
tinuous line, in order to have a continuous ventilation 
upward through the sewer. For example, a I2.inch 
pipe emptying into a is-inch pipe should be 3 inches 
higher on account of the ventilation. On long lines 
laid on a minimum grade this is a serious matter and 
requires that the lower end of a main be a foot or 
more deeper than the grades themselves would call 
for. Since the pipes are expected to run only half 
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full, leaving half of the pipe (or ventilation, it seems 
to the author that both of these factors of safety are 
not necessary, and that, except in rare cases where 
the pipes are expected to run full, where the cutting 
is deep and the line long, this requirement of grade 
can be omitted. 

The Rawlinson principle of straight lines between 
manholes is rigidly insisted upon except for sewers 
large enough for a man to walk through, and all 
curves and changes of direction are made in the man- 
holes. It has been recently recommended that even 
the house-drains, which are generally made to enter 
the sewer through a Y branch, should connect through 
a T in order to facilitate inspection. The direction 
of the flow imparted by a Y branch is said to be 
imperceptible, especialiy when the branch has a fall 
of 6 inches or more, and the possibility for inspec- 
tion is very desirable. 

To compensate for the increased resistance to the 
flow in the short curves made in the manholes, it is 
usual to add a small fall in this curve, amounting to 
an inch or so for an 8- to 15-inch pipe. 

In order that the streams from two or three sewers 
meeting at the same manhole may have as little eddy- 
forming effect as possible and may meet and continue 
to flow with the least deposit of sediment, it is 
desirable that the streams all have the same velocity 
in order that in no one shall the velocity be checked. 
It is desirable also that the sewage-level in each of 
the joining sewers shall be at the same height. This 
last of course is not possible for all stages of all inter- 
secting lines, but it may be so for the depth of flow 
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for which the sewers are designed. At the manholes 
the confluent streams are made to merge gradually 
by means of tongues formed in the bed of the man- 
hole by which means the streams are guided together 
as smoothly as possible. If one sewer at a small 
depth enters a main at great depth, it is better to 
allow the lateral a straight drop with a bend at the 
bottom than to let the flow shoot down a steep incline 
to have its solid matter deposited at the foot. When 
two laterals enter the main from opposite sides it is 
especially desirable that the streams be guided into 
the main rather than that their opposing currents meet 
and form eddies which will tend to the formation of 
deposits. 

It is sometimes possible to use the volume of water 
brought down by a lateral as a source of flushing, a 
gate or storage reservoir in the manhole being 
arranged, and in this case an incline is better than a 
straight fall. 
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CHAPlER XVI. 

SEWER CROSS-SECTIONS. 

As has already been stated, in this country sewer- 
pipe are invariably made circular, though attempts 
have been made in England to make pipe of oval form. 
Experience shows that the difficulties of burning (any 
eccentricity or deformation, which in a circular pipe 
can be avoided by turning axially, spoils the oval 
pipe), will probably prevent any similar attempts in 
this country. The general advantage of circular pipe 
lies in the fact that when half full or full there is a 
greater velocity for the same grade than in any other 
pipe-section, and for the amount of material in the 
pipe the circular section has the greatest area; or, 
geometrically, for the same perimeter the circle, of all 
polygons, has the greatest area. If, therefore, sewers 
were always to flow full, they should, whether of pipe 
or brick or concrete, be built of circular form, in order 
to economize material. But with a variable flow the 
circular section loses its value, and the less the flow 
the poorer the section for its purpose. According to 
the equation of flow, v = c VRS, the velocity varies 
with the square root of the hydraulic radius, and in a 
sewer where the depth of flow changes from hour to 
hour the velocity decreases as the depth decreases, 
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since the ratio o( A :/> continually decreases. This 
applies especially to the combined system, where the 
sewers are large to accommodate the rainfall, so that 
the house-sewage flows in a wide shallow stream with 
a velocity much less than that at the half-full point. 
To avoid this difficulty the cross-section of the brick 
sewer has been changed in an attempt to make the 



ratio of ^ : / as nearly constant as possible for every 
depth, that is, to make the area of flow nearly semi- 
circular for every depth. The gain over the circular 
sewer in increased velocity for low depths is consider- 
able, although the velocity can never be made con- 
stant, since with the same grade the larger circle will 
have the greater velocity. 

Many different shapes have been tried, though there 
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are now but two in common use. The egg-shape 
shown in Fig. 42 was introduced in England by 
Mr. John Phillips in 1846, and is used to-day with 
the same proportions then advised. The vertical 
height is equal to one and a half times, the radius of 
invert is equal to one fourth, and the radius of the 
sides to one and a half times the transverse diameter. 
The other form of egg-shape. Fig. 43, has a smaller 
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invert and is therefore better adapted to sewers where 
the depth of flow may at times be very small. The 
vertical height is one and a half times the transverse 
diameter as before. The radius of invert is one 
eighth of the transverse diameter, and the radius of 
the sides one and a third times. Latham says that 
this new form is stronger than the old, and that with 
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small volumes of flow it is better adapted to be self- 
cleansing than the earlier form. 

Other forms are given by Latham and other en- 
gineers; some wide and shallow, designed chiefly for 
places where head-room is restricted, as under streams 
or railroads, while others deep and narrow are used 
to advantage in deep trenches where the excavation 
is made from the surface. 

In order to obtain some comparison between the 
value of egg-shaped and circular sewers when the flow 
is small, the author has plotted two sections, reduced 
in Fig. 44, one of a circular sewer 6 feet in diameter 





showing depths of flow of 3, 6, 12, and 24 inches, 
and one of an egg-shape, with the same dischat^es 
in both cases. The grade was assumed at .03 per 
cent for both sections, and by repeated trials the 
depths in the eggshape necessary to give the same 
discharges as the circular were found. The benefit 
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then is seen in the increased value of v in the former 
case. 
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According to the table, a gain of about 30 per cent 
in the velocity is obtained by using the egg-shaped 
sewer. 

Since egg-shaped sewers are less stable and substan- 
tial than circular sewers, since for the same area of 
cross-section they require more masonry, and since 
they are more difficult of construction, it is of value 
to note the alleged advantage in velocity of this form 
and compare it with the increased cost of construction. 
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CHAPTER XVII. 
FLUSHING. 

Notwithstanding the fact that of late years the 
grades and sizes of sewers have been more carefully 
determined and more accurately proportioned to the 
work required of them, and that they are now so built 
that the scouring and suspending power of the run- 
ning sewage at no time gets below a predetermined 
minimum, yet accumulations of silt and filth often 
occur which must be cared for by some special means. 
There are two ways by which such deposits may be 
removed, by flushing, or washing out the obstruction 
with a strong flow of water, and by scraping or dragging 
it out with a suitably designed hoe or scraper. 

The water for flushing may be obtained in several 
ways. Where the topography admits of it, water from 
some stream may be introduced at the upper parts of 
the system and discharged into the same stream at a 
lower level; in the case of a seaside city the high tide 
may be allowed to enter the sewer and flow out at 
some point where the tide is lower; a reservoir may 
be filled at high tide, and discharged after the tide 
has fallen ; rain-water, waste water from baths, fac- 
tories, etc., may be accumulated for a time, and then 
discharged into the sewer; the public water-supply 
194 
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may be used; or, finally, the sew^e itself may be 
dammed up and made to act as flush-water. In 
planning the flushing arrangements, it must be borne 
in mind that a quiet flow of sewage or water, how- 
ever large, is of little effect in removing obstruc- 
tions once formed, and that to be effective the flush- 
wave must be sudden, of large volume, and introduced 
within a short distance of the obstruction. This 
wave-action. In all cases except where the stream-flow 
is always sufficient to fill the pipes, must be formed 
by a sudden discharge through a gate or other device. 
This may be done either automatically, or by hand; 
at fixed intervals, or whenever deemed necessary. In 
this country a reservoir accumulating water from the 
public water-supply and discharging through an auto- 
matic gate (the so-called automatic flush-tank) is the 
flushing method in general use. In many cases, how- 
ever, it would seem a sad lack of judgment to neglect 
to provide, when it can be easily and cheaply done, 
other means of washing out the mains and laterals of 
a system. 

When hand-gates are used, limited, on account of 
weight, to pipes of about 20 inches diameter, either 
the water-supply or sewage may be used. For this 
purpose the brickwork on the lower side of the man- 
hole beyond which it is suspected that deposits may 
occur is brought up in a plane around the pipe from 
the bottom, and a bearing-surface for the gate bolted 
on; or a frame in which the gate may slide up and 
down may be secured to the manhole wall. The end 
of the pipe may form the bearing- surface, or the pipe 
may be closed by a plug. 
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Large sewers, especially storm- water sewers in 
which the flow-volume varies largely, require gates too 
large and heavy to be raised directly by hand, and a 
screw or windlass must be provided. If such a gate is 
located at a point in the sewer where an overflow into 
some stream can be arranged, it provides for the con- 
tingency of a gate sticking or broken mechanism or 
the negligence of attendants. 

Automatic flush-tanks, generally used with 6- and 
8-inch sewers, in this country are of two types, 
viz., operating through some movable part or through 
the starting up of a large siphon. Of the first type 
is that made in Schenectady, N. Y., by the Van 
Vranken Flush-tank Co., the following description 
and drawing of which is taken from the circular (see 
Fig. 45): 

"The tank consists of a siphon, of which the in- 
terior diameter ranges from 5 to 8 inches in the vari- 
ous sizes, a trap at the bottom, and a cast-iron case 
connected with the sewer or drain. It is this trap 
that forms the essential feature of the Van Vranken 
siphon. Instead of being fixed, it is hung on trun 
nions under the longer leg, being so balanced thai 
when nearly full its centre of gravity is brought for- 
ward and a portion of the contained water poured out. 
As the water had previously risen in the outside reser- 
voir to a height above the lower bend of the siphon 
equal to the depth of water in the trap, the sudden 
change of level in the latter causes the longer leg to 
be immediately filled with a stream under about 
4 inches head, so that the siphonic action commences 
at once without waste of water." 
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The siphon-tank was invented by Mr. Field, so far 
as its present form is concerned, was afterwards im- 
proved by Col. Waring, and is known as the " Field- 



FiG. 43. 
Waring Tank." The following description, together 
with a sectional drawing, is taken from the circular 
(see Fig. 46); 

"The siphon invented and patented by Rogers 
Field and improved by Col. George E. Waring, Jr., 
consists (in the form shown) of an annular intaklng 
limb, and a discharging limb at the top of which is an 
annular lip or mouthpiece, the bottom of which is 
tapered to less diameter. The discharging limb 
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terminates in a weir-chamber which when full to its 
overflow-point just seals the limb. Over the crest of 
the weir is a small siphon whose function is to draw 
the water from the weir-chamber and thus unseal the 
siphon. At the tower end of the small siphon is a 



Fig. 46. 

dam or obstruction to retard its breaking. The main 
siphon is brought into action (on the tank being filled) 
by means of a small stream of water flowing over the 
annular mouthpiece and falling free of the sides of the 
discharging limb. As soon as the lower end of the 
discharging limb has been sealed by filling the weir- 
chamber the falling stream of water gathers up and 
carries out with it a portion of the contained air, thus 
producing a slight rarefaction. 
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" TIlis rarefaction causes the water to rise in the 
intaking limb higher than in the basin outside, and 
hence increases the stream of water flowing over the 
mouthpiece, which in turn increases the rarefaction, 
and the siphon is soon brought into full play. 

" On the tank being emptied to the bottom of the 
intaking limb the flow is checked, and the small siphon 
over the crest of the weir draws the' water from the 
weir-chamber, air enters the discharging lim'b, and the' 
siphon is vented ready for the tank to again fill. 

" These siphons are largely in use and are giving 
excellent satisfaction; made in two sizes for flushing 
sewers." 

A slight modification of this tank was made by 
Benezette Williams, and the improved tank was man- 
ufactured under the name of " The Rhoads-Williams 
Siphon." It has been much used in the West and has 
proved very satisfactory. The catalogue gives the fol- 
lowing description and table, which latter will serve 
as a general index of the capacity of flush-tanks: 

" The Rhoads-Williams Siphon, as illustrated in 
Fig. 47, consists of an annular intaking limb or bell, 
and a discharging limb terminating in a deep trap 
below the level of the sewer. Below the permanent 
water-line in the discharging limb is connected one 
end of a blow-off, or relief-trap, having a less depth 
of seal than the main trap, the other end of which 
joins the main trap on the opposite side at its entrance 
to the sewer and above the water-line of the trap, 

" The bell has a vent-pipe terminating at a given 
point above the bottom of the bell, and extends above 
the high-water line. The pipe which extends above 
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the bell has a cap on it with the proper size sniff-hole 
for venting the siphon. 



" As the lank fills (the main trap being full) the 
water rises in the intaking limb or bell, even with the 
level of the water in the tank, until, reaching the end 
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of the vent-pipe, a volume of air is confined in the two 
limbs of the siphon between the water in the intaking 
limb and the water in the main trap. As the water 
rises higher in the tank the confined volume of air is 
compressed, and the water is depressed in the main 
trap and in the blow-off trap. This process goes on 
until the water in the tank reaches its highest level 
above the top of the intaking limb, at which time the 
water is depressed in the blow-off trap to the lowest 
point and the confined air breaks through the seal, 
carrying the water with it out of the trap, thus releas- 
ing the confined air and allowing an inflow from the 
tank, putting the siphon into operation. 

" On the tank being discharged to the bottom of 
the inajcing limb the flow is checked, and the siphon 
is vented by the admission of air to it through the 
vent-pipe." 



Table XIX. 

RHOADS-WILLIAMS AUTOMATIC SIPHON. 



Diameter 

It 


th. 


Siie and Capacity of Tanks, with 
Siphons of Standard Length. 
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Linc.il Feel 


Price « 
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$26.00 
30.00 
40.00 
60.00 
90.00 
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The Miller tank is the latest development and is 
probably the best and most reliable tank to be had 
to-day. The following description from the catalogue 
explains the workings of the several parts: 

" The Standard Design Miller Siphon, as shown by 
accompanying illustration (see Fig. 48), consists of 
but two parts: the discharging limb or deep-seal trap 
(with the discharge mouth integral therewith), and the 
intaking limb or bell, which is placed over the longer 
leg of the siphon and held securely in place by its own 
weight, both parts being plain castings with no machine 
work whatever. 

" This siphon has no moving parts to get out of 
order, no joints to leak, and no small tubes to clog up 
or choke, and is universally acknowledged ta^e the 
simplest and most durable device of its kind ever 
made. 

[From London Enginttring.'\ 

"... The action of this siphon is as follows: As 
the water entering the tank rises above the lower edge 
of the bell it encloses the air within, the lower portion 
of the trap being, of course, filled with water. As 
the water-level of the tank rises the confined air 
gradually forces the water out of the long leg of the 
trap, until a point is reached when the air just en- 
deavors to escape around the lower bend. Now as 
the difference of water-level in the two legs of the trap 
equals the difference of the levels between the water 
in the tank and the water within the bell, it will be 
seen that the column of water in the short discharge 
leg has practically the same depth as the head of 
water in the tank above the level at which it stands in 
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the bell. The two columns of water therefore counter- 
balance each other at a certain fixed depth in the 



Fig. 48. 

tank. As soon as this depth is increased by a further 
supply, however small, a portion of the confined air 
is forced around the lower bend, and by its upward 
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rush carries with it some of the water in the short leg, 
thus destroying the equilibrium and the siphon is 
brought into full action immediately. The water is 
then drawn out of the tank to the bottom of the bell, 
the siphon vented by the admission of air through the 
sniff-hole, and the operation repeated. The secret of 
this invention is the free projection of the overflow 
edge of the short leg of the trap, which allows of the 
instantaneous escape or falling away of the heaved*up 
water. Thus if the discharge mouth were fornted as 
an ordinary bend, the siphon would not act (although 
the confined air rushes around the lower bend), for the 
simple reason that the heaved-up water has no means 
of instantaneous escape, and therefore the equilibrium 
is not sufficiently disturbed. It will thus be seen that 
the action of this siphon depends, not on the escape 
of air, but on the sudden reduction of a counterbalanc- 
ing column of water. 

" Repeated trials with a 6-inch (Miller) siphon have 
shown that it will discharge full bore a 500 gallon 
tank, fed so slowly as only to be filled in fourteen 
days. 

" There being no internal obstruction, the discharge 
is extremely rapid. 

" We have had the opportunity of seeing one of 
these siphons at work in the excellent Sanitary 
Museum at Hackney, and, though severely tried, the 
siphon worked perfectly." 

A special form of the " Miller Tank," designed by 
Andrew Rosewater for use in the city of Omaha, Neb. 
(see Fig. 49), is now manufactured. It is claimed 
that it discharges 40 per cent faster than any other 
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siphon of the same size. It does not take the place 
of the inspection manhole, but affords easy access for 
inspection during the working of the siphon. 
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CHAPTER XVIII. 

USE OF FLUSH-TANKS. 

The following paper, read by the author before the 
American Society of Civil Engineers, in May, 1898, 
offers a discussion on the suitable use of flush-tanks, 
their proper capacity, frequency of discharge, etc. 

Tht; use of flush-tanks in connection with small pipe 
sewers, which has been made an integral part of the 
" Separate System " and generally adopted in systems 
caring only (or house-sewage, is attended with much ■ 
uncertainty. In such systems it is generally specified 
that a flush-tank be placed at the head of every 
lateral, each tank being so regulated as to discharge 
at least once in 24 hours. The relation between the 
size of the sewer-pipe and the amount of water used 
in a flush is not given, nor is the influence of grade 
discussed. The general law is laid down -that all 
laterals, regardless of size, grade, or contributing 
population, must be supplied with flush-tanks in order 
to secure a self-cleansing flow in the laterals and to 
maintain the integrity of the system. 

The financial burden of such a requirement is evi- 
dent. As an example, it may be cited that in the plans 
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for the sewerage system of Ithaca, N. Y., in which 
plans this requirement of flush-tanks was thoroughly 
complied with, even for the 12 per cent grades, no 
less than 131 flush-tanks were required in 25,3 miles 
of sewers, or one for every 1020 feet. The relative 
iniportance of the flush-tanks may also be seen by 
comparing the actual cost of the sewers with the esti- 
mated cost of the tanks. The cost of the sewers, 
viz., the sum of the amounts of the several contracts, 
was $81,000, and, estimated at $50 each, the flush- 
tanks would cost $6550, or more than 8 per cent of 
the cost of the system. It would seem, then, that 
the cost of flush-tanks is by no means insignificant, 
but that their use increases the cost of the separate 
system by nearly one tenth, besides introducing a 
permanent charge, both for water used and for intelli- 
gent care in maintenance. That these annual charges 
are no bagatelle will be apparent by again referring to 
the case of Ithaca. Assuming that the tanks required 
are of a capacity of 1 50 gallons, a minimum amount, 
discharging but once a day, the water required is 
19.650 gallons a day. Twenty cents per lOOO gallons 
(the amount charged in Ithaca*) is a fair average 
amount, and at that price the daily charge for water 
is $3.93, or $1434.45 P^f" year. Adding to this $600 
per year as the wages of a mechanic, whose constant 
attention is found by experience to be necessary in 
examining and readjusting the tanks, the total annual 
charge is $2034,45. This, capitalized at 6 per cent, 
gives $33,908, and, added to the $6550, gives $40,458 

• " Manual of American Water-works," 1897. 
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as the total expenditure on account of flush-tanks in 
a sewer system costing for pipe laid $8l,ooo. Surely 
the item of flush-tanks is an important one, and should 
be carefully examined, so that if the conditions of the 
sewer-grade, for example, modify the necessity for 
tanks, or if the amount of water is a function of the 
time-interval between flushes, or of the size of the 
pipe, it may be known in order that the large propor- 
tionate cost of flushing may be reduced to what has 
been found by careful investigation to be an absolute 
minimum. 

That the requirement given above is felt by present- 
day engineers to be largely in excess of necessity is 
sufficiently evident from a study of the paper by 
F. S. OdeJl, M. Am. Soc. C. E., entitled !' The 
Separate Sewer System without Automatic Flush- 
tanks," * and the subsequent discussion, in which the 
author says that at Mt. Vernon, N. Y., no flush-tanks 
are used, and that, while hand-flushing' by means of 
fire-hose is practised at intervals of six months, even 
this infrequent flushing does not appear necessary, as 
examination of the sewers invariably shows a very 
wholesome and satisfactory condition. In the discus- 
sion very little positive evidence is given, but the 
experiences recorded go chiefly to show that while 
automatic flush-tanks do not in themselves make the 
separate system practicable, there is, nevertheless, a 
need, under certain conditions, for flushing, those con- 
ditions being as yet not fully determined. 

The questions, answers to which are essential for 



1. Am, Soc. C. E., vol. xxxiv. page 333. 
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an intelligent disposal of flush-tanks on a sewer sys- 
tem, are four, viz. : 

1. What is the relation, if any, between the grade 
of the sewer and the necessity for automatic flush- 
tanks ? 

2. Assuming a need for automatic tanks, how does 
the grade of the sewer affect the amount of water 
required, and what is the proper amount to be used ? 

3. How often should tanks be discharged ? 

4. What effect does the substitution of a 6-inch for 
an 8-inch lateral have on the necessity for tanks and 
on the amount of water to be used ? 

Before attempting to answer these questions, it will 
be well to look at the subject broadly, and consider 
the hydraulic problem involved. Sewage is water 
carrying in suspension less than i part in 1000 of solid 
matter, and sewers are supposed to be so laid that the 
resulting velocity of flow is sufficient to keep this solid 
matter in suspension. This suspending and scouring 
power probably depends on the velocity, and on the 
depth, of the sewage stream, and if either gets below 
a certain point, sedimentation will follow and a deposit 
take place. It is generally stated that a velocity of 
about 2 J feet per second is required; but the effect 
of depth is neglected. At the lower end of a 6-inch 
lateral the depth and velocity are assumed to be suffi- 
cient to prevent this sedimentation, but as the con- 
tributing population grows less toward the upper end, 
the depth and velocity decrease and the transporting 
power of the stream falls so low as to allow the solid 
matter, brought into the sewer by the house-drains, 
to become stranded. This deposit increases by 
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gradual accumulation until the sewer is blocked, until 
the head from the backcd-up sewage is sufficient to 
carry away the obstruction, or until the discharge of 
the flush-tank (and here is seen its true function) takes 
up the obstruction and carries it to a point where the 
depth and velocity of the sewage will hold it in sus- 
pension. Table XX and the diagram (Fig. 50) are 
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Fig. 50. 
given to show the requirements in grade to maintain 
a velocity of 2i feet per second in a 6-inch lateral, 
assuming a constant contributing population of 76 
persons per 100 feet of sewer, with a daily flow of 60 
gallons per capita, and with the assumption of one 
half flowing off in 6 hours. 

The diagram (Fig. 50) shows that, taking n equal 
to 0.013, f^nd computing velocities by Kutter's 
formula, a grade of I per cent is required for a 6-inch 
pipe half full for a velocity of 2.5 feet per second, and 
that if the amount of flow constantly decreases, the 
depth of flow decreases also, and the grade, in order 
to maintain the same velocity, must be increased 
according to the diagram. The diagram is given for 
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Table XX. 



DisMDu from Dead 


Discharge Id Cubic 


Slope in Feet per 


Depth o( Flow in 


End in F«t. 


F«lp» Second. 




Inches. 


1750 


0.245 


0.0103 


3.00 


1500 




ZIO 




0104 




76 


iflSO 




175 




0123 




25 










0140 




92 


750 




105 




0174 




50 


500 




070 




0225 




14 


400 




056 




0256 




08 


300 




042 




030J 




96 






02 3 




0342 




7* 


100 


" 


014 


0.0400 


60 



two reasons; first, to show that by the accepted laws 
governing the transportation of material in flowing 
water, lateral sewers could be laid, theoretically, on 
such grades that no flushing would be necessary, since, 
with grades which continually increase toward the 
upper end, the corresponding velocities will always be 
equal to that required to transport matter in suspen- 
sion; second, to show that as the grade of the sewer 
increases, the distance from the upper end to the 
point where the stream reaches the velocity required 
to carry matter in suspension decreases, and so the aid 
required from flush-tanks is less. No value can be 
placed on the grades given, as the diagram is based 
on the assumption of a house with five persons every 
66 feet, and this is not always the case ; but it is 
believed that there is a grade at or beyond which 
flush-tanks are not required, and if the distance to 
which the flushing power extends is a function of 
the amount of water discharged, then this amount 
should be less on steep grades. 
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Referring again to Mr, Odell's paper, it is first 
noted that at Mt. Vernon, with grades of from 0.5 to 
6 per cent no flush-tanks are used, and a good hand- 
flushing twice a year answers every purpose. 

In the discussion, Mr. Hering says that on light 
grades flushes of 200 to 300 gallons generally lose 
their flushing power after passing a few hundred feet 
through the pipe, and that sometimes after goo feet 
he has been unable to detect any difference in the 
flow due to the discharge of the tank. 

Mr. Kiersted writes that in one system designed by 
him he recommended flush-tanks only on laterals of 
less than 0,5 per cent grade, and for five years the 
system has been in operation with but few stoppages. 

Mr. Folwell writes that in his experience he has 
omitted flush-tanks on grades from 6 to 12 per cent, 
and on the 6 per cent grades no stoppages were dis- 
covered, nor were there any odors, 

Mr. Le Conte intimates that Bush-tanks as built do 
not answer their purpose, for where grades are light 
and the flush most needed, they do the poorest work; 
and the large quantity of water needed to be effec- 
tive must be obtained by some other means. 

Mr. Odell maintains that flushes of 200 gallons or 
less fail to flush a sewer properly, especially on flat 
grades where flushing is most needed, 

A table by Mr. Allen shows that on grades greater 
than 0.5 per cent a velocity of more than 2J feet per 
second is maintained over 1000 feet from the flush- 
tank, but on lesser grades the velocity drops to 2 feet 
or less within 600 feet. 

In order to obtain an insight into general engineer- 
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ing practice in the matter, and, at the same time, reap 
the benefit of any experience which was to be had, the 
author sent out, on January 17th, 15P reply postals, 
reading as follows: 

" Ithaca, N. Y„ January 17, i8q8. 

" Dear Sir: 

" To aid me in deciding as to the necessity for 
flush-tanks for our sewer system, will you kindly 
answer the following: 

" I. Do you find flush-tanks a necessity, or is 
periodic hand-flushing sufficient to keep sewers clean ? 

" II. Does the element of grade afTect the question, 
and within what limits of grade are tanks required ? 

" III. Does your experience show any relation 
between the minimum amount of water required for 
effective flushing and the grade of the sewer ? 

"Thanking you in advance for your kind assistance 
in this matter^ 

" I am, yours very truly, 

" H. N. Ogden, 
'^Engineer, Ithaca Sewer Commission." 

These postals were sent to those cities of between 
10,000 and 60,000 population, in the New England 
and Middle Atlantic States especially, which were 
reported in the " Manual of American Water-wqrks " 
for 1 897 as having separate or sanitary sewers. 
Eighty answers were received, and the courtesy 
and good-will expressed in all was much appreciated. 
It was the same story in nearly all cases. " I 
would be pleased to answer your questions fully, 
but this is the best that I can do for you," or 

kGchh^Ic 



214 SEWER DESIGN. . 

"This is only my idea, while I can readily under- 
stand that what you want is the result of actual 
experience," or " I cannot give you the desired in- 
formation, but would be thankful to you if you would 
let me know the result of your inquiry, " The results 
given below in a brief summary show chiefly how 
uncertain and vague is the knowledge on the subject, 
and how necessary are some experiments and investi- 
gations. 

Of the eighty engineers who sent replies to question 
No. I, whether flush-tanks are necessary, seventeen 
had no opinion on the subject; twelve had experience 
only with combined systems, but had, according to 
their replies, found no trouble in keeping the ends of 
their lo- and 12-inch laterals clean with rain or with 
hand-flushing; twenty-six of the eighty used periodic 
hand-flushing and found it to answer every purpose, 
keeping the sewers clean and free from obstructions; 
twenty-five either used flush-tanks or considered them 
a necessity for small pipe sewers. It was not possible 
in these last answers to separate actual experience 
from personal conjecture on the question, so that 
this number may include many hearsay opinions. 

The evidence is not very clear. The fact that 
twenty-six used hand-flushing satisfactorily indicates 
that such flushing is sufficient. That it must be 
properly and regularly done, however, is made plain 
by the fact that, out of the twenty-five believing in 
flush-tanks, nine had tried periodic hand-flushing, 
found it uncertain and irregular, and had put in flush- 
tanks, to secure proper attention. On the othei 
hand, of the twenty-six believing in hand-flushing, 
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two came to that opinion after becoming disgusted 
with the uncertainty of tanks. 

On the second question, only twenty-three of the 
eighty ventured an opinion. Of these, eight thought 
that the grade did not affect the question, but that 
flush-tanks were as necessary on steep as on flat 
grades. One engineer explained his position by say- 
ing that while the velocity on the steep grades might 
be greater, yet as the depth would be less, the trans- 
porting power would be less, and therefore tanks were 
equally necessary. Of the fifteen who thought that 
tanks are not needed above a certain grade, six merely 
ventured it as an opinion, and nine fixed the limit at 
from 0.5 to 3 per cent; four of these gave i per cent 
as the limit; one, 3 per cent; and the other four less 
than I per cent. 

Only six replies were given to the last question, 
whether the amount of water in the flush-tank should 
be varied with the grade of the sewer. Of these six, 
two engineers thought that no difference should be 
made; three thought that less water could be used on 
the steep grades, but had no definite opinion as to the 
relative amounts; while one well-known engineer, who 
has thoroughly studied the workings of the sewer sys- 
tem under his care, writes that he finds one flush daily 
on a 2 per cent grade as effective as two flushes daily 
on a 0.5 per cent grade, each flush of 300 gallons. 

The general conclusion from the replies is that 
on low grades, probably below i per cent, occasional 
flushing is needed at the upper ends of laterals; that 
this may be accomplished, either by hand-flushing 
or by the use of automatic tanks; that if tanks are 
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used, less care and vigilance are required in inspection 
and oversight, but, on the other hand, the periodic 
examination of the system, which should not be 
omitted, is apt to be irregular, and if a tank fails to 
work or if an obstruction occurs below the effect of 
the flush, a serious nuisance may result; that if hand- 
Bushing is used, ^ constant and regular inspection 
must be practised, although actual flushing may be 
required but once a month or even less. The amount 
of water needed in flush-tanks is not known, nor the 
relation between amount and grade. 

With a view of obtaining more information on this 
apparently unstudied subject, the author carried on 
some experiments in the spring of 1897, in which 
he was assisted by Mr. I. W. McConnell, C.E. The 
results of the experiments have been recorded by 
Mr. McConnell in a thesis for the degree of Civil 
Engineer in Cornell University. 

The sewers on which the experiments were made, 
chosen so as to afford a variety of grade, with as 
long lines as possible, were all S-inch pipe, and each 
had at the upper end a manhole about 4 feet in 
diameter at the bottom. Flush-tanks of the usual 
commercial size discharge at a rate of about I cubic 
foot per second, and, by repeated experiment, the 
opening from the manhole into the sewer was re- 
duced to such a size (about 5 inches) that the rate 
of discharge varied from 0.89 cubic foot per second 
for 4 feet head in the manhole to i.i cubic feet per 
second for 6 feet head. These conditions it was 
thought approximated closely enough to the workings 
of a flush-tank. A 5-inch opening was cut in a pine 
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board held firmly against the end of the 8-inch pipe ; 
then a flat rubber-faced cover, 6 inches in diameter, 
was placed over the opening and held there by a 
light stick braced against the back of the manhole, 
making an effective plug. The manhole was filled 
to any desired depth by means of fire-hose attached 
to neighboring hydrants, and then, by means of 
a cord fastened to the stick and to the cover, the 
contents of the manhole were discharged into the 
sewer. The capacity of the manholes at depths vary- 
ing by 6 inches was determined by measurement, so 
that by filling to the proper depth any desired amount 
of water could be discharged. The eff'ect of the flush- 
waves was then noted at the successive manholes 
down the line. No determinations of the velocity 
of the wave were made, the effect being judged by 
the depth of the wave, and by the force shown in 
moving gravel, etc., placed in the different manholes. 
The wave-depths were read by observers stationed 
in the manholes, where they recorded as rapidly as 
possible (usually every seven seconds) the depth as 
marked on a thin vertical scale placed in the sewer. 
Figs. 51 to 54 show the wave-forms and the pro- 
gressive flattening as the wave gets farther and farther 
from the flush-tank. 

To test the transporting power of the wave small 
brickbats and gravel of various sizes, coated with 
paint so as to be recognizable, were placed in the 
inverts at the manholes. A considerable growth, 
apparently of vegetable origin, had become attached 
to the sides and bottom of the pipe, and the value 
of the flush in removing this growth was also noted. 
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Fig. 53- 
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Fig. 54- 

The order of procedure was to examine and note 
the condition of the line, and, after placing the 
gravel, etc., in the manholes, to make a number of 
flushes, each of 20 cubic feet, and note the results. 
Then, increasing the amount discharged to 30, 40, 
50, and 60 cubic feet, the respective results were 
noted. Then either the whole pipe was scraped by 
a rubber-edged piston-like cleaner, or merely the 
manhole inverts and about 6 feet each way into the 
pipe, and the flushing repeated. Tables XXI— XXIV 
give the results on the different lines. 
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Before commencing the work, the examination of 
the Green Street pipe showed it to be practically clean, 
with no ground-water, except between the third and 
fourth manholes, where there was a stream about one 
fourth inch deep. No house-connections had been 
made, but there was a small depth of silt, and bits of 
cement left from construction, also a slight vegetable 
growth on the sides and bottom of the pipe. Gravel 
of all sizes placed in the pipe at the flush-tank was car* 
ried through to manhole No. i in two flushes of25 cubic 
feet each, the first Bush alone not being sufficient. 
The gravel scoured out of the bottom of manhole No. 
I by the first flush was not brought to No. 2 until the 
80-cubic-foot flush was put in, and no gravel scoured 
out of No. 2 was brought to No. 3 by any of the 
flushes. After the seventeenth flush as above, the 
pipe was thoroughly scraped and cleaned, and flushes 
eighteen to twenty-eight were made. Similar results 
were obtained, except that the flushes carried the 
gravel about zoo feet farther than before and seemed 
effective for that distance. 

Table XXII. 

CAYUGA STREET SEWER, 
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In Cayuga Street there were a few connections and 
little flow, so that the condition of the pipe was very 
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foul; there was also a heavy vegetable growth in the 
pipes. 

On Linn Street no comparative records could be 
made. The pipe was clean from the flush-tank to 
manhole No. l, and in this length there were no con> 
nections. From No. i to No. 2 it was slightly foul, 
and very foul the remainder of the length. There 
were two house-connections on the line. Five flushes 
of 20 to 60 cubic feet were made. Each was very 
effective, one apparently as much so as another. All 
obstructions introduced were removed at once from 
manholes Nos. 1 and 2. A steady flow i inch deep 
from the hose carried everything forward at once to a 
point beyond No. 2 and to the flatter grade. 

Table XXIII. 

AURORA STREET SEWER. 
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Table XXIV. 
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On the Aurora Street line the pipe was very foul, 
chiefly from a hospital connection at the upper end. 
The vegetable growth was excessive, and the accumula- 
tions of organic matter very evident. 

On Buffalo Street, where the grade is about 12 per 
cent, the effect of the flush was amazing. Where any 
sewage at all flows in the pipe, it is sufficient to 
remove all obstructions. A flush of any volume 
rushes down the hill at a high velocity, with piston- 
like action, and sweeps everything before it. 

Table XXV gives the distances and grades between 
manholes on the lines used in the experiments. 

Table XXV. 

DISTANCES AND SLOPES BETWEEN MANHOLES. 
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The manager of the Van Vranken Flush-tank Com- 
pany gives his practice in proportioning the sizes of 
flush-tanks for any particular sewer as follows: The 
capacity of the reservoir should be equal to one half 
that of a length of sewer in which the grade produces 
a rise equal to the diameter of the pipe; so that the 
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Green Street line, 8 inches diameter and 0.5 per cent 
grade, should have a dischai^e of half the volume of 
the pipe, I X 100 in length, or 23 cubic feet; and for 
a I per cent grade one half of that, or 1 1.5 cubic feet. 
He says further, and the statement has been confirmed 
by the author's work, that an 8-inch pipe on a 0.4 
per cent grade will flow about one third full at a dis- 
tance of 300 to 400 feet from the tank discharging the 
above amount; and that on a g per cent grade the 
water will come down as a solid piston for any dis- 
charge greater than 14 cubic feet. 

The manager of the Pacific Fhish-tank Company 
writes that as a rule he does not interfere with en- 
gineers in their design for tanks, but, in his opinion, 
a flush of 175 gallons on a I per cent grade is sufH- 
cient, and on any flatter grade twice that amount of 
water should be used, or, as he says, " long lines or 
flat grades require greater capacity of tanks than 
steep grades or short lines." 

Conclusions. — The following conclusions are based 
upon previously published data on this subject; upon 
the experience of engineers in different parts of the 
country; upon the flushing diagrams recently published 
by J. W. Adams, and upon observation and the special 
experiments made in Ithaca; and it is believed that 
they are justifiable and a safe guide in the use of 
flush -tanks. 

(1) Flushing of some sort is required at the upper 
ends of laterals, the frequency and amount depending 
on the number of house-connections, on the careful- 
ness or prodigality in the use of water by the house- 
holders, on the grade and size of the sewer, on the 
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character of its construction, and on a mysterious 
something which defies definition, but which produces 
frequent accumulations in one line and docs not affect 
another, apparently like the first. 

(2) This variety in the conditions prevents any exact 
statement of a relation between the quantity of water 
which should be discharged from a Bush-tank and the 
grade of a sewer, but it plainly indicates that the 
advantage of automatic flush-tanks lies in a general 
guarantee or insurance against accumulations in the 
upper part of the laterals, while periodic hand-flushing 
must be depended on only when in charge of a 
responsible, indefatigable, and intelligent caretaker. 

(3) Judging by the experience at Ithaca, and despite 
the statements of other engineers, it seems to the 
author that on grades of less than i per cent automatic 
flush-tanks are an economic necessity, even where 
water has to be paid for, the added expense of fre- 
quent hand-flushing more than offsetting the possible 
discharge of tlush-tanks when not absolutely necessary. 

(4) The volume of water discharged should not be 
less than 40 cubic feet, and the effect of the flush can 
hardly be expected to reach more than 600 or 800 
feet. Below this point accumulations may occur 
which must be removed by hand-flushing and carried 
on to a point where the sewage-flow has the necessary 
transporting power. 

(5) On flat tines and where obstructions occur below 
the influence of the flush-tank, a second flush-tank, 
placed about 800 feet from the first, will be more effec- 
tive than increasing the first tank to a capacity of 
three times its original discharge. 



USE OF FLUSH-TANKS. 22$ 

(6) The frequency of discharge should depend on 
the local conditions, but it is probable that the maxi- 
mum interval depends on the practical working of the 
siphon, so that the usual prescription of once in 24 
hours is a safe rule. 

(7) If tanks are used on grades greater than 1 per 
cent, 15 to 20 cubic feet give as good rqsults as larger 
amounts, with the same rule as to frequency of dis- 
charge. 

(8) However, economy is best served, on grades 
above I per cent, by omitting flush-tanks, and resort- 
ing to periodic hand-flushing at such intervals as ex- 
perience shows to be necessary on the different lines. 
In most cases semi-annual or quarterly Bushings, with 
3 hose, are sufficient. 

(9) On grades greater than 3 per cent flush-tanks 
are unnecessary, and their installation Is a waste of 
money. 

(10) Hand-flushing should be performed and tanks 
discharged at night, as a flow of even an inch in a 
sewer offers a large resistance to the flushing action; 
while with a pipe flowing half full the effect of a 
flush-tank is scarcely visible. 
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BASED ON KUTTER'S FORMULA FOR VITRIFIED PIPES. 
n = .013. 
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and Brackett's Texc-booV of Physics. 

uenjamm's History of Electricity 

Betts's Lead Refining and Electrolysi! 

BurgeiB and Le ChateUer's Meatureraent of High Ten 

Edition. (In Pisbs.) 
Classen's Quantitative Chemical Analysis by Electrolysis. 

* CoUins's Manual of Wireless Telegraphy and Telephony. 
Crebore and Squier's Polarising Pboto-cbronogTaph,,,-,.., 

• Danneel's Electrochemistry, f" 



DoleiaJek's Theory of 



leLeadA 



,ion Poc- 



Duhem's Thermodynamics and Chemistry. (B 
Plather's Dynamometers, and the Measurement 
• Gelman's Introduction to Physical Science. . 
Gilbert's De Magnete. <Mottelay ) 



6 oa 

2 50 
« 00 

3 00 

1 SO 

2 60 



• Hutchinson's High-Efficiency 

Jones's Electric Ignition. (In P 
KorapetoEE's Experimental Etecl 



KinEbruttner's Testing of Continuous-current Machines 

Landauer's Spectrum Analysis. (Tingle.) 

L6b's Electrochemistry of Organic Compounds. (Lorenz.)... 

• Lyndon's Development and Electrical Distribution of Wati 

• Lyons's Treatise oo Electromagnet 



• Morgan's Physical Chemistry for Eleci 

• Norris's Introduction to the Study of 
Norrisand Denoison'sCourseof Problen 



a Sound and Light. . 



3 00 
8 00 

4 OO 



Reagan's Locon 



i: Simple, Comi 



d Electric 



New Editi 



t I2m< 



• Rosenberg's Electrical Engineering. (Haldane Gee— K 

Ryan, Norria, and Howie's Electrical Machinery Vol. 1 8vo, 

Schapper's Laboratory Guide for Students in Physical Chemistry 12mo, 

•Tillman's Elementary Lessons in Heat Svo, 

• Timbie's Elements of Electricity Large IZmo, 

]f Laboratory Physics Large 12mo, 



Ulke's 



n Elect 



olytic Cop 
rcial Dynami 






2 OO 

2 00 

3 00 



f Useful Legal Inform 



Manual for Court) 



"Walt's Law of Operati 



HATHBICATICS. 

Baker's Elliptic Functoona. Svi 

Bri(gs's Elements of Plane Analytic Geometry. (B6cber.) I2ini 

• Buchajian's Pla.ne and Spherical Triginioinetry : Sv< 

Byerly's Harmonic Functions 8vi 

Chandler's Elements of the Infinitesimal Calculus 12nK 

• Coffin's Vector Analysis 12mi 

■Conipton's Manual of Loauithmic Compulations lUmt 

• Dielcsons College Algebra Large I2mt 

• Introduction to the Theory of Algebraic Equations Large I2mi 

Emch's Introduction to Projective Geometry and its Application Svt 

Fiske's Functions of a Complex Variable. Svt 

Halsted's Elementary Synthetic Geometry 8v< 

Elements ot Geometry Sv< 

• Rational Geometry 12mt 

Synthetic Projective Geometry 8v< 

• Hancock's Lectures on the Theory of Elliptic Functions 8v< 

Hyde's Grassmann's Space Analysis. ..,,.- Bvc 

• Johnson's (J. B.) Three-place Logarithmic Tables: Vest-pocket size, papei 



hnson's (W. W.) Abridged Edi 
QiSere 









Treatise on the Integral Ca 


■ulus 


Large 1 






rxors and the Method of Lea 
IMSerential Calculus 


st Squares 


12 



* Karapetoff's Engineering Applies 















• Trigonometry and Tables published separately Each, 


■i «t 


























No. 1. History ot Modem Mathematics, by David Eugene Smith. 




No. 2. Synthetic Projective Geometry, by George Bruce Halsted. 




No. 3. Determinants, by Laenas Giftord Weld. No. 4. Hyper- 












by Edward W, Hyde, No. 7. Probability and Theory of Errots. 




by Roberts. Woodward. No, 8. Vector Analysis and Quaternions, 








WilUam Woolsey Johnson. No. 10. The Solution of Equations, 




by Mansfield Merriman. No. 11. Functions of a Complex Variable. 




by Thomas S. Piske, 




Maiirer's Technical Mechanics 8vo, 


* 00 








1 00 



's Elements of Plsne Tria 



id Integral Cokulus. 



Smith's History of Moderc Muhem 

* Veblen and Lenoes's Introduction 

Variable 

• Waterbury's V«t Packet Hand-bi 

• Enlarged Edition, Including ' 

■Weld's DeterminanK 

Wood's Elements of Co-ordinate Ge 
Woodward's Probability and Theor 



tb« Real lflfinit«3imj 
k o£ Mathematics for 



MECHANICAL EHGINEERING. 

MATERIALS OP ENGINEERING. STEAM-ENGINES AND BOILERS. 





12mo 


2 BO 










• Burrs Ancient and Modem Engineering and the Isthm 






an Canal 8vo 


350 












Compton's First Lessonn m Metal Working. 

Compton and De Groodt's Spead Lathe 


12mo 


JIS 


Coolidge and Freeman's Elements of General Dratling f 


r Mechanical En 












Dingey-s Machinery Pattern MaHng- 


12rao 


2 00 


Plandars's Gear-Cutting Machinery 


." 12mo 


3 00 
















• Hobart and ElIU's High Speed Dynamo Electric Machir 


18mo. mor 


250 




















Machine Design: 


m 






■♦ Kaup's Machine Shop Practice 

♦ Kent's Mechanical Engineer's Poeket-Book 


. . , . Large 12ino 
16mo, mor 


1 25 






• King's Elements of the Mechanics of Materials and ol 


Po-ver of Trans- 


„ ^„ 


"Lama's Dynamics of Machinery 


8to 


2 50 








400 










1 BO 



Mahan'a Industrial Drawing, (Thompson.) 

Mehrtens's Gas Engine Theory and Design 

Miller. Berry, and Riley's Problems in Thermodynam 


cs and Heat Englneer- 






• Parshall and Hoban's Electric Machine Design. S 

• Peele'B Compressed Air Plant. Second Edition. Rein 
Perkins's General Thermodynamics. (In Press.) 


nall 4to. half leather, 
sed and Enlarged. Sirs, 






Randall's Treatise on Heat. (In Press.) 
• Rdd's Mechanical Drawing. (Elementary and Adv 
Teit-book of Mechanical Drawing and Elementar 


need.) S™, 

Machine Design.Svo. 










Smith's (0.1 Presa-working of Metals 

Sorel's Carbureting and Combustion in Akohol Engi 


Svo, 


Stone's Practical Testing of Gas and Gaa Meters. .... 
Thurston's Animal as a Machine and Prime Motor, and 

Treatise on Friction and Lost Work in Machinery 


12mo, 
and Mill Work. . .Swo, 
l6mo. 










s for Engineers. 


Weisbaeh's Kinematics and the Power of Trinam 


ssion. (Herrmann — 


Machinery of Transmission and Governors, (fie 


mann-Klein,)..8vo. 


MATERIALS OF EHGIHEERIHG. 

Mechanics of Solids (Being Parts 1. 11. Ill of Mechanics of Engineering!: 


Holley's Analysis of Paint and Varnish Products. (In 

• Lead and Zinc Pigments 

Johnson's (C. M.) Rapid Methods for the Chemica 
Steels. Steel-Making Alloys and Graphite . . 


Press.) 

Large 12tiio.. 

Analysis ol Special 
Large 12mo, 






• King's Elements of the Mechanics of Materials an 


d of Power of Trans- 
















Metcalfs Steel. A Manual for Steel-users 

* Mutdock's Strength of Materials 

Smith's (A. W.) Materials of Machines 


12mo. 

I2mo. 

d Varnish Svo. 

12mo. 














Part HI. A Treatise on Brasses. Bronzes, and C 


ther Alloys and their 



w<(lt- 



II Testing Malerials of Con 



l«si£taEU:e of MAterials and aq Appendix 01:1 the 
u Coatings: Corrosion and Electrolysis of Iron and 



STEAH-EKGIRES AKD BOILERS. 

Berry's Temperature-entropy DisgrBm. Third Edition Revis 

largad 

Camot's Reflections on the Motive Power of Heat. (Thurston.) 



liebliardt's Steam 



[oyer's Steam Tui 

ea body's Manual 

Tables of the 1 

Entropy 1 

Thermodvnam 

• Thermodyna 



Miller's 
(Osterberg.). 



ng" and Eleetiic Tract 


on Pocket- 


book....lt.m 


o.n 












ngine Econ 
ring. (In 






rd's Heat Power Engine. 


Press.) 






































ile/'s Problems in Then 




8vo 




-operties of Steam and O 








her Vapor 




s of the Steam-engine a 


d Other H 


=at*,Bines, 















of Reversible Cycles in Gases and 
mple, Compound, and Electric, 



Saturated Vap 
Ntav Edition, 



Smart's Handbook of Eng 



d the Use of the Indi, 



cator and the Prony Brake 

Handy Tables 

Manual of Steam-boilers, their Designs, Construction, a 
Manual of the Steam-en^ns, 

Part I, History. Structure, and Theory 

Part II. Design. Construction, and Operation. . 
:hrentennig's Analywsaod Softening of Boiler Feod-wat 



lynamics. Heat Motors, and Refrigerating Maehin 

MECHANICS PURE AHD APPLIED. 



4 00 

5 00 



• Mechanics of Intel 



Nate« and Eiuunplss 



I, 11, IIIotMechan 



.8V9 1^.0. 



. I. Kii.™ 

Vol. 11. Sialics 8™ 

Vol. I SmalMto 

Vol. II Small 4U) 

• Greene'i Stnictunil Mechanics. 8vo 

■ Hartmann's Elnnentary MKhsnics for En^neering Students I2ina 

James's Kin«maticB of a. Point and the Rational Mechanics o£ a Panicle. 

Large 12mo. 

• Johnson's (W, W.) TTiBorrlical Mechanics 12n 

• King's Elements of the Mechanics of Materiiils and of Power of Trai 



n's Text Boo'k on Mechanics. Vol. 
'ol. II. Kinematics and Kinetics. 
'ol. III. Mechaoks of Materials. . 
's Technical Mechanics. 



Robioson's Pnnciples of Mechanism. 

Sanborn's Mechanic: Problems 

Schwamb and Meirill's Elements of Mechani; 






nalytica 






Principles of Elementary Mechanics 12n 

ICEDICAL. 

\bderhalden's Physiological Chemistry in Thirty Lectures. (Hall a 

Deften.) 8' 

Behring's Suppression of Tuberculosb. (Bolduan.} I2n 



Boldua 



{Gay 



leFursi 



sMar 



liatry. (Rosa 



. . Large I2mo, 
a and Collins.) . . . LarBE IS 



(Man 



..8vo. 



Jackwn's Directions for Laboratory Work in Physiologict 
Lasaai.Cohn's Praxiaot Urinary Analysis. (Loreni.).. .. 
Handel's Hand-book for the Eio-Chemical Laboratory. . . 

• Nelson's Analysis of Drugs wid Medicines 

• Pauli's Physical Chemistry in the Service of Medicine. (Fischer.) . .12ino. 

• Pozzi-Escot's Toxins and Venoms and thinr Antibodies. (Cohn.). . 12n 
Rostoski's Serum D>agno»s. (Bolduan.) I2n 

Whys in Pharmacy .12n 

SalVowski's Phy^ological and PBthologicol Chemistry, (Orodorff.) ....8i 

• Sot terlee'3 Chitlines of Human Embryology 12n 

Smith's Lecture Notes on Chemistry for Dental Students 8v 

• Whipple's Tyhpoid Fever Large 12n 

• Woodhull's Military Hygiene for Officers of the Line Large 12ir 

• Personal Hygiene 12n 

Worcester and Atkinson's Small Hospitals Establishment and Maintenani 
and Suggestions for Hospital Architeclure, with Plans for a Smi 
Hospital 12iT 



METALLDRGY. 

's Lead Refining by Electrolysii 

[id's Encyclopedia of Founding 

in the PracUce of Moulding. 



lary o£ Foundry Terms used 



Supplement 12tno. 

• Borebers's Metallurgy. (Hall and Hayward.) Svo, 

Burgess and Le Chatelier'a Measurement of High Temperatures. Third 

Edition. (In Press.) 
Douglass Unlechnieal Addtesse? on Technical Subjects. . 
Goesel's Minerals and Metals: A Reference B«ok 

• Iles's Lead -smelting. 12mo. 

Johnson's Rapid Methods for the Chemical Analysis of Special Steels, 

Steel-making Alloys and Graphite Larg< '" 

Keep's Cast Iron 



■t'l Production of Alumi 



:slnd 



I In Press. I 

nical Analysis of I 

allography. (Matl 



ilUse. 



12mi 

(Waldo.). . 12nio, 









metallic Materials of Engineeri 


.g, see Civil Engineer 


eatise on Brasses, Bron.es, an 


Other Alloys and t 









HIHERALOGY. 

Baskerville's Chemical Elements. (In Preparation.) 



Brush's Manual of Determinative Mineralogy. 

Butler's Pocket Hand-book of Minerals 

Chester's Catalogue of Minerals . 


(Peniield.) Svo, 

Cloth. 


Dana's First Appendix to Dana's New " Systen 
Dana's Second Appendix to Dana's New "Syst 

Manual of Mineralogy and Petrography. . 

System of Mineralogy 


of Mineralogy", .Large Svo, 
m of Mineralogy." 

Large Svo. 

..'..Large Svo, half leather^ 




Subjects i2mo. 


Eckel's Building Stones and Clays, ,(In Press 
Goesel's Minerals and Metaisi A Reference Bo. 


k IBino.mor. 


Groth's Introduction lo Chemical Crystallography (Marshall) 12rao. 






Johannsen's Determination of Rock-foiming M 
• Martin's Laboratory Guide to Qualitativ 


Inerals in Thin Sections Svo, 

With Thumb Index 

Analysis with the Blow- 












and Record of Mineral Tests, 
f Minerals and Stat°ikSr3''1i'i 


Tables of Minerab, Including the Use 




• Richards's Synopsis of Mineral Characters, . 

• Ries's Clays: Their Occurrence, Properties a 


12mo.mor. 


U 



4<? 



Eind Leishton's History of 



HIHIHG. 







• Svo, n 










.... 18mo. n 






king Under DifBeultCondilions. (Corain 


gandPeele.) 



SANITARY SCIENCE. 



Association of State and Natioi 
Meeting, 1606. 

• Bashore's Outlines of Praclict 
Sanitation of a Country Hi 
Sanitation of RecreBtion G 

» Chapin's Tlie Sources and Mo. 

Folwelt's Sewerage. (Designini 
Water- supply Engineering. 



Gerhard's Guide to Sanitary Inspectioi 



d How to Get It. , 



I<each's Inspection 
Mason's Examinati 



ind Analysis of Pood w 



UasCs Light and t 

[den's Sewer Cons 
Sewer Design . . 



dWi 



iunieipa! Refuse Svo. 

islow's ElementS'of Water Sacteriology. with Special Refer- 
Sunitsry Water Analysis "" 



• Prioe's Handbook oi 

Richards's Conservation by Sanitation 8vi 

Cost of Cleanness 12DK 

Cost of Food. A Study in DieUries 12nii; 

Cost of Living as Modified by Sanitary Science I2m( 

Cost of Shelter IZmc 

•Richards and Williams's Dietary Computer 8vt 

18 



Itkbards and 'V 

■ Richey'a Plumbors-. Stem 



Venable's Garbase Crematories in America 

Method and Devices for BactetiaL Treatmenl of Sew 
Ward and Whipple's Freshwater Biobgy. (In Press.) 
Whipple's Microscopy of DrinlunB-water. 

• Typhoid Fever 



c Relationship of the Coccacea. . . 

USCELLANEODS. 



3 00 
3 60 



• Bnrt'a Railway SUtion Service IZmo. 

*Chapin's How lo Enamel . . .lirno. 

Emmons's Geologii^Bl Guide-book of the Rocky Mountain Eicursicn of the 

International Congress of GeobgistB. Largi ' 

Perrd's Popular Treatise on the Winds. 

Rtigerald's Boston Machinist 1 

• Fritt Autobiography of John 

Oannett's SUtistical Abstract of the World ; 

Haines's American Railway Management 

Hanausek's The Microscopy of Technical Products. (WintonI 

Jacoba'a Betterment Briefs, A Collection of Published Papers oi 

Metcalfe's Coat of Manufactures, and the' Admiiits'triti™ ot WMksh^pa 

Putnam's Nautical Chans 

Ricketts's History of Rensselaer Polytechnic Institute 1824'18B4. 

Large I2mo, 

Obloc 

Rotherham's Emphasised New Testament Larg 

Rust's Ex-Meridian Altitude, Aiimuth anrt Stai-iinding Tables Bvo 

Standase's Decoration o! Won d, Glass. Metal, etc 12mo 

Thome's Structural and Physiological Botany. (Bennett) lamo, 

Westennaier's Compendium of General Botany. (Schneider) ; . .Svo, 

Winslow^'s Elemenla of Applied Microscopy 12mo, 

HEBREW AMD CHALDEE TEXT-BOOKS. 

Geienius's Hebrew and Chaldee Lexicon to the Old Testament Scriptures. 
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